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FIRE RISK ASSESSMENT GUIDANCE NOTES 


This Fire Risk Assessment has been compiled and formulated as required by the Regulatory Reform (Fire Safety) Order 2005, The Fire Safety (Scotland) 
Regulations 2006, The Fire & Rescue Services (NI) Order 2006 and The Fire Precautions (Workplace) Regulations (Northern Ireland Only). It has been 
constructed to be used as a tool for the safe management of a work place. 


To use the Risk Assessment effectively follow the points below:- 


1. 


2. 
3. 


Read the risk summary as a snap shot of the premises on the day of the Fire Risk Assessment. Recommendations from the Action Plan may have 
already been implemented by the time you read this. 

The Risk Assessment is broken into the following twelve sections. 

The Action Plan is the observations and recommendations of the Fire Assessor using their competence and experience to ensure the most 
pragmatic approach is applied to all significant findings. 


a. Read the Action Plan in its entirety as some actions may have an impact on other recommendations. 
b. Once the recommended action has been completed, the responsible person must sign and date the page relating to the non conformity this will 
then be automatically stored in the Archive Section which provides an audit trail. 


. It is essential that the Fire Log Book is maintained by the Responsible Person, to ensure that all tests, maintenance, practice drills and periods of 


instruction are recorded. If used as designed, this will then prove to be an invaluable Management tool. 

If there are any material changes to the structure, layout, use of the building, type of business or changes in the number of staff then a new Fire 
Risk Assessment must be carried out.The Fire Risk Assessment should be reviewed by a competent person by the review date or at such earlier 
time as there is reason to suspect that it is no longer valid or there have been significant changes to the premises, the occupancy or its use. It 
is recommended to have a review carried out annually to ensure all fire safety measures and practices are being adhered to. 
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SECTION 1:MANAGEMENT OVERVIEW - RISK ASSESSMENT 


Building Id 
10031656 

Assessment Id 
10043861 


Address 

University of Sheffield - Stephenson Hall A-G and S 
Block 

14 Endcliffe Avenue 

Sheffield 

$10 3EA 


Responsible Person 
University of Sheffield 


Article 5(3) Persons 


Telephone 


This Risk Assessment was carried out on 18 Jun 2019 and the assessor has stated that this building cannot be below Medium risk. 


Building Details: Live Fire Log Book Next Due Date 


seo 


Description of Property 


The building is constructed on a hillside and ranges from three floors; block A B and C, to four storeys block D and five storeys F and G. 
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Communal circulation areas, including kitchens, store cupboards, service cupboards, plant room and external areas. 


This Risk Assessment was carried out on 18 Jun 2019 and 
this property was considered a Medium risk property. 


Actions required | Actions required |Immediate 
next service visit | within 30 days actions required 
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To view actions outstanding click here 


History of Incidents 


None reported. 


Risk Assessors Summary 


This fire risk assessment (FRA) is a review of the last fire risk assessment that was carried out in January 2018 and an overall view of the building in its 
current state at the time of our survey. J of Engie is the person who assisted during our survey. It will need confirming if J is the 
Article 18 nominated competent person as per the requirement under the Regulatory Reform (Fire Safety) Order 2005, or an alternative name will need 
adding to this document. The fire risk assessor was not made aware of any current or pending enforcement notices from the local fire and rescue service. 
The fire risk assessment is for the communal and landlord areas. The student's flats/bedrooms were not accessed by the risk assessor and are not 
covered within the scope of this assessment. The occupancy number for the block is based on 1 person sleeping in each flat/bedroom. No access was 
possible into the roof voids at the time of the assessment. The main hazards in the buildings current occupied state, are the kitchens and the electrical 
appliances used in them. All students should be reminded of the dangers of leaving combustible items too close to a heat source. A proactive approach 
should be taken by the landlord and management team if they find any fire safety issues. There is a no smoking policy in force throughout the block, no 
evidence regarding smoking inside the building was found at the time of the assessment. All staff should assist in monitoring any illicit smoking within this 
or other blocks on the campus. Students should be reminded of the importance of the fire doors throughout the block. It is recommended that the 
stickers reminding students to keep fire doors shut (on the bottom of the fire doors) are re-located to head height. It is recommended that when the 
building is not in use, that all electrical appliances not required to be left switched on, are switched off until required. Persons at risk are students and 
any visitors, cleaning staff and contractors. All staff are given fire safety information for the blocks as part of an induction. All visitors and contractors 
are also required to complete an induction which covers the actions to be taken in the event of a fire. One of the main issues previously raised was (and 
still is) the standard of the existing fire doors. The main issues are the fitting of the doors into the frames, as they not meet the required standard. This is 
usually due to excessive gaps at the threshold, between double doors opening into service shafts, and gaps between single doors and the door frames. 

had previously reached an agreement with the original builders (Lend Lease) and it was anticipated that 
modifications and improvement to the existing doors could have been completed within approximately six to nine months. However, it is advised that this 
work has only just commenced. It is recommended that a full fire door survey is carried out on completion of these works. 

Another previous issue raised related to the identification and rectification of fire stopping 
issues. Identification labels are now in place showing where passive fire protection has been installed. The building has fire extinguishers installed 
throughout, however it is not practical to train students in the use of them, consideration may be required to discuss the installation of water misting fire 
extinguishers instead, as these offer a safer alternative than using Co2 type extinguishers. This is purely a recommendation only. The Engie management 
team confirmed to the fire risk assessor that there is a PPM program in place for all of the properties across the estate. A software program (Maximo 7.5) 
is used to manage the testing and planned maintenance. The following systems and equipment/tests are managed by the software — periodic electrical 
tests (hard wire), portable appliance testing of kitchen equipment provided (e.g. kettle, microwave and toaster), gas boilers, fire alarm systems, 
emergency lighting, fire dampers, automatic opening windows, lightning protection, fire door checks and disabled refuge system. The Engie team 
confirmed that all weekly, monthly, bi-annual and annual checks are carried out as required. Due to the size of the estate and number of building, there is 
a rolling program in place for the PPM. There are paper and electronic records kept in the Engie office. To avoid duplication, the ‘Live’ log book within this 
assessment has not been utilised. No servicing records were viewed at time of survey. Some of the test stickers on the front of the electrical consumer 
units show that the periodic testing is overdue. confirmed to the risk assessor that all of the electrical installations across the site have 
been inspected within the last 5 years. The test stickers should be updated to show the due date of the next inspection. The weekly test of the fire 
alarm is carried out by Engie who also check the operation of automatic closing fire doors at that time and ensure that the doors locked electronically and 
unlock on operation of the alarm. A fire and security engineer, employed by Engie, is permanently on site and carries out annual servicing of the alarm 
system on each block in rotation. In addition, the engineer also checks and maintains the refuge communication facility. Engie also test the emergency 
lighting on a monthly basis and carry out any repairs required. June is the emergency lighting annual duration test, and this is carried out, in house, on all 
blocks during this month. The location of all fire dampers (2218 across the whole campus) are known and these receive annual testing and maintenance, 
various rectification recommendations have been made on last year’s inspection and are still outstanding at present. The university operates a full 
evacuation procedure (Simultaneous evacuation), which is suitable for this type of occupancy and building. This is in line with the buildings Fire Strategy. 
Although the frequency of fire drills and the level of staff training are not the responsibility of Engie, it is considered relevant to include information 
regarding this, and other fire procedures such as evacuation for persons with mobility issues. Fire drills are carried out by University on or around 

each year. They maintain records of evacuations and associated fire marshal training. With regard to the evacuation of persons with disabilities, 
Personal Emergency Evacuation Plans (PEEPs) are formulated by the University. Students are asked, when applying for accommodation, if they have any 
disability issues so University can provide suitable accommodation or provide equipment such as vibrating pillows etc or ensuring that they are 
accommodated in rooms with strobe lighting linked to the fire alarm. With regard to students with mobility issues, they will be accommodated in ground 
floor accommodation provided the University is made aware of their requirements. The University's current procedure ensures that there are very few 
students with mobility issues on upper level accommodation. The general fire procedure for the University is that, on operation of the alarm system, a 
signal showing the alarm location will be sent to the Campus Control, which is off site. Campus Control has wireless and land line communication with the 
University Security who are on call 24 hours a day. Security will respond to the location of the alarm to confirm if it is a genuine signal or otherwise. 
Campus Control will then summon the fire service using the 999 system. This is in addition to the fire procedure when a student could phone 999 
independently on discovery of fire. The Engie management team informed the risk assessor on 03/06/2019 that there are private fire hydrants in some 
areas the campus, but that they are the responsibility of Sheffield University. Any private hydrants should be checked annually to ensure that water is 
available. Suitable signage should be provided to assist the fire service. 
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SECTION 2: RISK ASSESSMENT 


01 - Persons at Risk 


It is important to consider all relevant persons that use the premises. This will include persons that use the building on a day to day basis such as staff or 
residents but also any persons that visit the premises on temporary basis such as visitor or contractors. Particular care should be taken to identify any risks 
to vulnerable persons such as those with disabilities or young persons. 


Action 


Sub Section Question Answer Plan Status 
01 - Young Are young persons in the Young persons are present and the Responsible Person has completed a risk Compliant 
Persons premises? assessment of the premises and risks present. 
02- Persons with Are persons with special needs Persons with special needs are present and the Responsible Person has Compliant 
Special Needs in the premises? completed a Personal Emergency Evacuation Plan (PEEP). 
03 - Members of Are members of the public Members of the public are present and the Responsible Person has suitable Compliant 
the Public present in the premises? and sufficient policies and procedures in place. 
04 - Occupancy Is the occupancy level for the The occupancy capacity, width of escape routes and exits appear to be Compliant 
Numbers premises acceptable? sufficient. 
05 - Lone Working § Are there areas where Lone working takes place, there are suitable and sufficient procedures in Compliant 


relevant persons are isolated? _ place. 


02 - Sources of Ignition 


The premises is assessed to identify all potential ignition sources that may be the cause of a fire. Examples of Ignition sources can be any heat generating 
equipment such as portable heaters, cooking equipment and power tools. Fixed installations and portable electrical equipment can also be an ignition source 
if they are misused or not maintained. Naked flames and equipment that generates sparks must be strictly controlled. 


Sub Section Question Answer 


01 - Heating - Gas and Are all heating appliances correctly All appliances are correctly installed and adequately Compliant 
Electric - including installed, adequately protected and maintained. 
Portables maintained? 


02 - Electrical Services Are all electrical installations and All electrical installations and appliances are correctly Compliant 


appliances correctly installed and installed and adequately maintained. 
maintained? 


03 - Lightning Protection Is lightning protection provided for the A lightning protection system has been installed, the Compliant 
building? system is being periodically inspected and maintained. 


04 - Miscellaneous Are potential sources of ignition Potential sources of ignition present are adequately Compliant 
adequately controlled? controlled. 


03 - Sources of Fuel 


In order for a fire to develop the presence of fuel is required. By managing the quantity, type and location of combustible materials the risk of a fire 
developing can be greatly reduced. The storage of combustible materials within the escape routes or places of high fire risk such as boiler rooms or 
electrical cupboards must be prevented. 


Sub Section Question Answer Action Plan Status 
01 - Housekeeping Are house keeping arrangements satisfactory? Housekeeping arrangements appear to be satisfactory. Compliant 


04 - Construction 


The fire protection of the building is required to ensure that fire is unable to spread and also to prevent premature collapse in the event of fire. It means 
that the occupants can safely exit the premises without undue risk, whilst it is not perceived that any building should be sacrificed it is always possible to 
avoid the loss of the premises. 


Sub Section Question 
01 - Are the fire resisting and separating walls and floors in good The fire resisting walls and floors appear to Compliant 
Structural condition? be of an acceptable standard. 
Elements 
02 - Lift Are the lifts contained within protected shafts? There are no lifts servicing this building. N/A 
Shafts 
03 - Are the escalators, chutes, ducts and pipes contained within The services are contained within Compliant 
Protected protected shafts? protected shafts. 
Shafts 
04 - Are the concealed spaces or cavities protected with suitable cavity The cavity barriers appear to be Compliant 
Concealed barriers? acceptable. 
Spaces - 
Cavities 
05- Are the stairways within the building required for means of escape The stairways are enclosed throughout Compliant 
Protected adequately enclosed with fire resisting construction? their height to an acceptable standard. 
Stairways 
06 - Higher Are areas of higher risk and places of special fire hazard sufficiently The high risk areas and places of special Compliant 
Risk Areas separated from the remainder of the building by fire resisting fire hazard are adequately separated with 

construction? fire resisting construction. 
07 -Surface Are the materials used to line walls and ceilings of the correct The materials lining the walls and ceilings Compliant 
Spread of surface spread of flame classification in accordance with the are deemed to be of an acceptable 
Flame Approved Document B of the Building Regulations? standard. 
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05 - Means of Escape 


To ensure a safe escape the escape routes must be protected from smoke, heat and flames. The distance that occupants have to travel must also be 
regulated to ensure that the distance people have to travel to safety is within the prescribed guidelines. 


Sub Section 


01 - Means of 
Escape for the 
Disabled 


02 - Premises 
that are multi- 
occupied 


Question 


Are there adequate arrangements 
for the evacuation of disabled 
people? 

Are the escape routes for all the 
building occupants acceptable? 


Answer 


The evacuation arrangements for disabled people are considered 
adequate. 


The premises are multi-occupancy and the means of escape from 
each occupancy is considered satisfactory. 


Status 


Compliant 


Compliant 


03 - Escape 
routes and 
travel distances 
from within a 
storey 


04 - Occupancy 
Numbers 


05 - Protected 
Corridors 


Are the escape routes sufficient in 
number and travel distance from 
any point within the floor area to 
the nearest storey exit, having due 
regard to the layout of walls, 
partitions and fittings within 
current guidance? 


Is the occupancy level for the 
premises acceptable? 


Are the protected corridors 
suitable and sufficient to allow the 
occupants to reach a storey exit 
safely? 


The travel distance to the nearest storey exit is within current 
guidance. 


The occupancy capacity and width of escape routes and exits 
appear to be sufficient. 


All protected corridors are adequate to allow the occupants to 
reach a storey exit safely. 


Compliant 


Compliant 


Compliant 


06 - Escape 
from Inner 
Rooms 

07 - 
Accommodation 
Lifts and 
Stairways 


Is the escape from inner rooms 
acceptable? 


Are the accommodation lifts and or 
stairways positioned so that they 
do not impact on the escape 
routes from upper floors? 


No risk from inner room situations present. 


The position of accommodation lifts and or stairways is such that 
they do not prejudice the escape from upper floors. 


Compliant 


08 - Protected 
Stairways 


Do the protected stairways offer 
sufficient and suitable protection 
to ensure the safe escape of all 
occupants? 


Sufficient and protected stairways have been provided to ensure 
safe escape of all the occupants. 


Compliant 


09 - External 


Stairways 


10 - Escape 
Route across a 
flat roof 


11 - Fire- 
resisting doors 


Is the external stairways provision 
sufficient and does it afford 
suitable protection to the 
occupants to ensure their safe 
escape? 

Is the escape route across a flat 
roof acceptable? 


Do the fire resisting door sets meet 
the appropriate standard? 


No external stairways were present. 


Flat roofs do not form part of the escape route. 


A section of the seal on the pantry door in D block is damaged. 


Non_Compliant 


11 - Fire- 
resisting doors 


12 - Fire- 
resisting 
partitions 


Do the fire resisting door sets meet 
the appropriate standard? 


Are the fire resisting partitions 
present installed and maintained to 
the appropriate standards? 


Excessive threshold gaps were identified on the fire doors at the 
time of the assessment. Some of the gaps at the edges of the 
doors are more than 3mm. 


The fire resisting partitions within the building are constructed and 
maintained to an appropriate standard. 


Non_Compliant 


Compliant 


13 - General 
Doors 


Are the doors required to form part 
of the escape route in an 
emergency? 


All the doors required to form part of the escape route are in good 
working order and are capable of being used effectively. 


Compliant 


14- 
Housekeeping 


Are house keeping arrangements 
satisfactory? 


The housekeeping arrangements appear to be of an acceptable 
standard. 


06 - Fire-fighting Equipment 


Compliant 


Fixed and portable firefighting equipment can be used to good effect and minimize damage to the premises. If a fire has been detected in its early stages 
fighting the fire in these early stages will contain its growth and reduce hazards to the occupants such as smoke and heat as well as minimising potential 
financial loss to the business and the impact on jobs. 


Action 


Sub Section Plan 


Question Answer Status 
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01 - Portable Are there sufficient quantities of portable fire-fighting The provision, siting and maintenance of Compliant 
Equipment equipment provided, correctly sited and adequately portable fire-fighting equipment is suitable and 

maintained? sufficient. 
02 - Fixed Fire- Are the fixed fire-fighting installations correctly installed, There is no requirement for a fixed fire-fighting N/A 


Fighting adequately maintained and appropriate for the risk? installation at this premises. 


Installations 


07 - Fire Detection and Warning 


It is essential for the safe evacuation of building occupants that they have been made aware of a fire incident as soon as possible. This will allow the Fire 
Service to be contacted in the early stages of the fire and most importantly all the occupants should have left the building to a place of safety before the 


Sub Section Question 


01 - Fire Detection and 
Warning System 
Provision 
02 - Fire Alarm 
Maintainence 

current guidance? 


fire has had the chance to take a hold. It is vital that any early warning and detection system be installed and maintained to British Standards. 


Is there an adequate method for raising the alarm 
and detecting a fire present in the premises? 


Is the fire alarm system routinely tested, 
inspected and maintained in accordance with 


Action 


Plan Status 


Answer 


There is an appropriate method of raising the 
alarm and detection in the event of a fire. 


Compliant 


The fire alarm system is routinely tested, 
inspected and maintained in accordance with 
current guidance. 


Compliant 


08 - Emergency Lighting 


If the conventional lighting system fails in a building, an emergency lighting system may be required. The emergency lighting system should indicate the 
safe routes to and through the escape exits from the premises including any changes of direction or level en-route. It can also be used to illuminate fire 
alarm call points, refuges and firefighting appliances. 


Sub Section Question 
01 - The Is there an adequate method for illuminating It appears that the installed emergency lighting system will Compliant 
Emergency the escape route and safety equipment in provide sufficient illumination (visual observation only, a 
Lighting System the premises? physical test was not completed). 
02 - Maintenance Is the emergency lighting system routinely The emergency lighting system is routinely tested, Compliant 


of Emergency 
Lighting Systems 


tested, inspected and maintained in 
accordance with current guidance? 


inspected and maintained in accordance with current 
guidance. 


09 - Firefighters Provisions 


As required under the Regulatory Reform (Fire Safety) Order 2005, The Fire Safety (Scotland) Regulations 2006, The Fire & Rescue Services (NI) Order 2006 
and The Fire Precautions (Workplace) Regulations (Northern Ireland Only) consideration must be made to the effects of a fire in any given building to the 
Fire Service. Safety of the fire crews and their operational needs such as access, water supplies and building information must be reviewed and be made 
available for the Fire Service for consideration. 


Sub Section Question 


Answer 


01 - Access Have reasonable facilities and access for firefighters and __ Facilities and access for firefighters and fire appliances Compliant 
for Fire fire appliances been provided to aid the protection of are available and adequate. 

Fighting life? 

02 - Have all reasonable measures and arrangements been All reasonable measures and arrangements for the Compliant 
Firefighter made to safeguard firefighting personnel in a fire safety of firefighting personnel in a fire situation are in 

Safety situation? place. 

03 - Water Are water supplies adequately provided to assist There is adequate hydrant provision of adequate Compliant 
Supplies firefighting personnel in their firefighting tasks? diameter in close proximity to the premises. 

04 - Rising Are rising mains adequately provided to assist firefighting N/A 
Mains personnel in their firefighting tasks? 


10 - Management 


Providing all of the elements of the fire safety plan (of which the fire risk assessment form just part) are adhered to, then the safe evacuation of all the 
occupants is then likely to be successful. If however the management of the fire safety plan is not adhered to the fire safety provisions may be seriously 


compromised. 
Sub Section Question 


01 - 
Management 


Are management and employees fully aware of 
the fire safety features provided and their 
purpose? 


Management and employees are fully aware of the fire safety 
features provided and their purposes. 


Compliant 


02 - Staff 
Training 

03 - 
Housekeeping 
04 - Arson 


Have employees received appropriate fire 
safety awareness training? 


Are house keeping arrangements satisfactory? 


Are adequate measures in place to control risk 
of fire due to arson? 


All employees have received the appropriate fire safety 
awareness training. 


Compliant 


The housekeeping arrangements appear to be of an acceptable 
standard. 


Compliant 


Adequate arson control measures are in place. Compliant 


05 - Smoking Is a suitable 'no smoking’ policy in place? An adequate "no smoking" policy is in place in accordance with Compliant 
Policy current legislation and company policy. 
06 - Has the premises been subject to an inspection The premises have been subject to an inspection by the Compliant 


Legislation by the Enforcing Authority? 


Enforcing Authority and a satisfactory letter of compliance has 
been issued. 
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11 - Signs and Signals 


Research has shown that members of the public may become confused and disorientated in the event of a fire. To save confusion which can jeopardise 
building occupants escape all safety signs should be installed and conform to Signs and Safety Signals Regulations. 


Sub Section Question Answer 


01 - Provision of Fire Are there adequate and suitable fire safety signs and notices Fire safety signs and notices are Compliant 


safety Signs and displayed in the appropriate places throughout the premises? provided to the appropriate 
Notices standards. 


12 - Effects on the Environment 


A further requirement under the Regulatory Reform (Fire Safety) Order 2005, The Fire Safety (Scotland) Regulations 2006, The Fire & Rescue Services (NI) 
Order 2006 and The Fire Precautions (Workplace) Regulations (Northern Ireland Only) is that consideration must be made to the effects of a fire in any 
given building to the environment. The spread of fire to adjacent properties, the risks posed by the smoke from the materials contained within the building if 
affected by fire and if the water used for firefighting needs to be contained to protect the water course. 


Sub Section Question 

o1- Has the Responsible Person considered the effects to The Responsible Person has made adequate arrangements Compliant 
Adjacent adjacent buildings that might be caused by a fire on to mitigate any damage to the adjacent properties from a 

Properties the site? fire on the site. 
02 - Has the building's Responsible Person considered the The Responsible Person has made arrangements to Compliant 
Immediate effects to the environment that might be caused by a__ mitigate any damage to the environment from a fire on 
Surroundings fire on the site? the site. 
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SECTION 3: ACTION PLAN 


SECTION 4: ARCHIVE 


SECTION 4. ARCHIVE: Action has been archived 


Sub - : : 
Ref Sega Question Non-conformity Recommendation 
Many of the kitchen/pantry doors throughout the 
Donheice blocks/flats have issues. The following issues were 
resisting found G1 Pantry door - Not fully closing into its 
NR- nerrae frame. (level 2) G1 Pantry outer door - Not fully 
11269165 | 49- paar es closing into its frame. (level 2) F1 Pantry door - 
198-1 appropriate Catching on the floor. (level 3) C1 Pantry door - 
SSE Closer is broken. (level 3) B1 Pantry door - Not fully 
closing. (level 3) S Block - Kitchen door - Closer is 
broken (1st floor) 


A suitable 
contractor should 
adjust the 
doors/closer units 
to ensure that the 
fire doors close 
fully into their 
frames. 


Ref Notes Author 


165937 01 Jul 2019 adjusted doors 


Photo 18-06-2019, 09 25 44.jpg Photo 18-06-2019, 09 25 52.jpg 


Location 


Please See 
Plan - As 
per 
observation 
text. 


Who is 


responsible set ne ape 


Statutory 


ibaa 22/07/2019 


Client 
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Photo 18-06-2019, 10 01 17.jpg Photo 18-06-2019, 10 10 33.jpg 


Photo 18-06-2019, 10 20 36.jpg 


Locations of Non-conformity (one floorplan per page) 
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Level 2 A to G Floor Plan 
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Level 3 A to G Floor Plan 
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Level 4 S Block Floor Plan 
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SECTION 4. ARCHIVE: Action has been archived 


Sub : : . : Who is 
serkion Question Non-conformity Recommendation Location responsible 


Ref By When 
NR- Do the fire resisting A section of the seal on | A suitable contractor Please See Statutory 
11269166 | 49- door sets meet the the pantry door in D should replace the small Plan - Block D_ | requirement 20/09/2019 
198-2 | appropriate standard? block is damaged. section of seal. pantry door. for the Client 


166137 02 Jul 2019 Made safe the seal 


Photo 18-06-2019, 09 57 14.jpg 


Locations of Non-conformity (one floorplan per page) 
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Level 3 A to G Floor Plan 
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SECTION 4. ARCHIVE: Action has been archived 


Sub 


Sarton Question Non-conformity Recommendation 


Do the fire Excessive threshold gaps were The site management are 
NR- resisting door identified on the fire doors at the aware of the fire door issues 


11269167 | 49- sets meet the | time of the assessment. Some of and improvement works are 
198-3 | appropriate the gaps at the edges of the doors | planned to take place on the 
standard? are more than 3mm. fire doors. 


Ref 


Photo 18-06-2019, 10 25 16.jpg 


Notes 


Location 


Please See 
Plan - 

Throughout 
the blocks. 


Who is 
responsible 


Statutory 
requirement 
for the 
Client 


Author 


By When 


20/09/2019 


Locations of Non-conformity (one floorplan per page) 
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Level 4 S Block Floor Plan 
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SECTION 5: LOG BOOK 
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FIRE RISK ASSESSMENT GUIDANCE NOTES 


This Fire Risk Assessment has been compiled and formulated as required by the Regulatory Reform (Fire Safety) Order 2005, The Fire Safety (Scotland) 
Regulations 2006, The Fire & Rescue Services (NI) Order 2006 and The Fire Precautions (Workplace) Regulations (Northern Ireland Only). It has been 
constructed to be used as a tool for the safe management of a work place. 


To use the Risk Assessment effectively follow the points below:- 


1. 


2. 
3. 


Read the risk summary as a snap shot of the premises on the day of the Fire Risk Assessment. Recommendations from the Action Plan may have 
already been implemented by the time you read this. 

The Risk Assessment is broken into the following twelve sections. 

The Action Plan is the observations and recommendations of the Fire Assessor using their competence and experience to ensure the most 
pragmatic approach is applied to all significant findings. 


a. Read the Action Plan in its entirety as some actions may have an impact on other recommendations. 
b. Once the recommended action has been completed, the responsible person must sign and date the page relating to the non conformity this will 
then be automatically stored in the Archive Section which provides an audit trail. 


. It is essential that the Fire Log Book is maintained by the Responsible Person, to ensure that all tests, maintenance, practice drills and periods of 


instruction are recorded. If used as designed, this will then prove to be an invaluable Management tool. 

If there are any material changes to the structure, layout, use of the building, type of business or changes in the number of staff then a new Fire 
Risk Assessment must be carried out.The Fire Risk Assessment should be reviewed by a competent person by the review date or at such earlier 
time as there is reason to suspect that it is no longer valid or there have been significant changes to the premises, the occupancy or its use. It 
is recommended to have a review carried out annually to ensure all fire safety measures and practices are being adhered to. 
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SECTION 1:MANAGEMENT OVERVIEW - RISK ASSESSMENT 


Building Id 
10031657 

Assessment Id 
10043862 


Address 

University of Sheffield - Stephenson South Wing 
14 Endcliffe Avenue 

Sheffield 

S10 3EA 


Responsible Person 
University of Sheffield 


Article 5(3) Persons 


Telephone 


This Risk Assessment was carrie t on 17 Jun 2019 and the assessor has stated that this building cannot be below Medium risk. 


Building Details: Live Fire Log Book Next Due Date 
|Assessor, 


Description of Property 


Modern construction with the external walls of 'brick' designed to give the appearance of local stone. The building has seven stairways distributed 
throughout to provide means of escape from the different sections. 


Communal circulation areas, including kitchens, store cupboards, service cupboards, plant room and external areas. 


this property was considered a Medium risk property. 
Actions required | Actions required |lmmediate 
next service visit | within 30 days actions required 


To view actions outstanding click here 


History of Incidents 


None reported. 
Risk Assessors Summary 


This fire risk assessment (FRA) is a review of the last fire risk assessment that was carried out in January 2018 and an overall view of the building in its 
current state at the time of our survey. | of Engie is the person who assisted during our survey. It will need confirming if J is the 
Article 18 nominated competent person as per the requirement under the Regulatory Reform (Fire Safety) Order 2005, or an alternative name will need 
adding to this document. The fire risk assessor was not made aware of any current or pending enforcement notices from the local fire and rescue service. 
The fire risk assessment is for the communal and landlord areas. The student's flats/bedrooms were not accessed by the risk assessor and are not 
covered within the scope of this assessment. The occupancy number for the block is based on 1 person sleeping in each flat/bedroom. There was no 
access available into any roof voids at the time of the site visit. There were various small storerooms that the risk assessor could not access with the 
"site wide" keys. The ground floor level of the middle block was not in use at the time of the site visit. The main hazards in the buildings current occupied 
state, are the kitchens and the electrical appliances used in them. All students should be reminded of the dangers of leaving combustible items too close 
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to a heat source. A proactive approach should be taken by the landlord and management team if they find any fire safety issues. There is a no smoking 
policy in force throughout the block, no evidence regarding smoking inside the building was found at the time of the assessment. All staff should assist in 
monitoring any illicit smoking within this or other blocks on the campus. Students should be reminded of the importance of the fire doors throughout the 
block. It is recommended that the stickers reminding students to keep fire doors shut (on the bottom of the fire doors) are re-located to head height. It 
is recommended that when the building is not in use, that all electrical appliances not required to be left switched on, are switched off until required. 
Persons at risk are students and any visitors, cleaning staff and contractors. All staff are given fire safety information for the blocks as part of an 
induction. All visitors and contractors are also required to complete an induction which covers the actions to be taken in the event of a fire. One of the 
main issues previously raised was (and still is) the standard of the existing fire doors. The main issues are the fitting of the doors into the frames, as they 
not meet the required standard. This is usually due to excessive gaps at the threshold, between double doors opening into service shafts, and gaps 
between single doors and the door frames. had previously reached an agreement with the original builders 
(Lend Lease) and it was anticipated that modifications and improvement to the existing doors could have been completed within approximately six to nine 
months. However, it is advised that this work has only just commenced. It is recommended that a full fire door survey is carried out on completion of 
these works. There are some old dry riser installations at 
the block. The fire risk assessor was informed that these have not been serviced in over 10 years and are not on the current PPM schedule. It is 
recommended that the fire service are contacted to check if they would require the risers in an emergency. Another previous issue raised related to the 
identification and rectification of fire stopping issues. Identification labels are now in place showing where passive fire protection has been installed. The 
building has fire extinguishers installed throughout, however it is not practical to train students in the use of them, consideration may be required to 
discuss the installation of water misting fire extinguishers instead, as these offer a safer alternative than using Co2 type extinguishers. This is purely a 
recommendation only. The Engie management team confirmed to the fire risk assessor that there is a PPM program in place for all of the properties across 
the estate. A software program (Maximo 7.5) is used to manage the testing and planned maintenance. The following systems and equipment/tests are 
managed by the software - periodic electrical tests (hard wire), portable appliance testing of kitchen equipment provided (e.g. kettle, microwave and 
toaster), gas boilers, fire alarm systems, emergency lighting, fire dampers, automatic opening windows, lightning protection, fire door checks and disabled 
refuge system. The Engie team confirmed that all weekly, monthly, bi-annual and annual checks are carried out as required. Due to the size of the estate 
and number of building, there is a rolling program in place for the PPM. There are paper and electronic records kept in the Engie office. To avoid 
duplication, the 'Live' log book within this assessment has not been utilised. No servicing records were viewed at time of survey. Some of the test stickers 
on the front of the electrical consumer units show that the periodic testing is overdue. EEE Confirmed to the risk assessor that all of the 
electrical installations across the site have been inspected within the last 5 years. The test stickers should be updated to show the due date of the next 
inspection. The weekly test of the fire alarm is carried out by Engie who also check the operation of automatic closing fire doors at that time and ensure 
that the doors locked electronically and unlock on operation of the alarm. A fire and security engineer, employed by Engie, is permanently on site and 
carries out annual servicing of the alarm system on each block in rotation. In addition, the engineer also checks and maintains the refuge communication 
facility. Engie also test the emergency lighting on a monthly basis and carry out any repairs required. June is the emergency lighting annual duration test, 
and this is carried out, in house, on all blocks during this month. The location of all fire dampers (2218 across the whole campus) are known and these 
receive annual testing and maintenance, various rectification recommendations have been made on last year’s inspection and are still outstanding at 
present. The university operates a full evacuation procedure (Simultaneous evacuation), which is suitable for this type of occupancy and building. This is 
in line with the buildings Fire Strategy. Although the frequency of fire drills and the level of staff training are not the responsibility of Engie, it is 
considered relevant to include information regarding this, and other fire procedures such as evacuation for persons with mobility issues. Fire drills are 
carried out by University on or around each year. They maintain records of evacuations and associated fire marshal training. With regard 
to the evacuation of persons with disabilities, Personal Emergency Evacuation Plans (PEEPs) are formulated by the University. Students are asked, when 
applying for accommodation, if they have any disability issues so University can provide suitable accommodation or provide equipment such as vibrating 
pillows etc or ensuring that they are accommodated in rooms with strobe lighting linked to the fire alarm. With regard to students with mobility issues, 
they will be accommodated in ground floor accommodation provided the University is made aware of their requirements. The University's current procedure 
ensures that there are very few students with mobility issues on upper level accommodation. The general fire procedure for the University is that, on 
operation of the alarm system, a signal showing the alarm location will be sent to the Campus Control, which is off site. Campus Control has wireless and 
land line communication with the University Security who are on call 24 hours a day. Security will respond to the location of the alarm to confirm if it is a 
genuine signal or otherwise. Campus Control will then summon the fire service using the 999 system. This is in addition to the fire procedure when a 
student could phone 999 independently on discovery of fire. The Engie management team informed the risk assessor on 03/06/2019 that there are private 
fire hydrants in some areas the campus, but that they are the responsibility of Sheffield University. Any private hydrants should be checked annually to 
ensure that water is available. Suitable signage should be provided to assist the fire service. 
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SECTION 2: RISK ASSESSMENT 


01 - Persons at Risk 


It is important to consider all relevant persons that use the premises. This will include persons that use the building on a day to day basis such as staff or 
residents but also any persons that visit the premises on temporary basis such as visitor or contractors. Particular care should be taken to identify any risks 
to vulnerable persons such as those with disabilities or young persons. 


Action 


Sub Section Question Answer Plan Status 
01 - Young Are young persons in the Young persons are present and the Responsible Person has completed a risk Compliant 
Persons premises? assessment of the premises and risks present. 
02- Persons with Are persons with special needs Persons with special needs are present and the Responsible Person has Compliant 
Special Needs in the premises? completed a Personal Emergency Evacuation Plan (PEEP). 
03 - Members of Are members of the public Members of the public are present and the Responsible Person has suitable Compliant 
the Public present in the premises? and sufficient policies and procedures in place. 
04 - Occupancy Is the occupancy level for the The occupancy capacity, width of escape routes and exits appear to be Compliant 
Numbers premises acceptable? sufficient. 
05 - Lone Working § Are there areas where Lone working takes place, there are suitable and sufficient procedures in Compliant 


relevant persons are isolated? _ place. 


02 - Sources of Ignition 


The premises is assessed to identify all potential ignition sources that may be the cause of a fire. Examples of Ignition sources can be any heat generating 
equipment such as portable heaters, cooking equipment and power tools. Fixed installations and portable electrical equipment can also be an ignition source 
if they are misused or not maintained. Naked flames and equipment that generates sparks must be strictly controlled. 


Sub Section Question Answer 


01 - Heating - Gas and Are all heating appliances correctly All appliances are correctly installed and adequately Compliant 
Electric - including installed, adequately protected and maintained. 
Portables maintained? 


02 - Electrical Services Are all electrical installations and All electrical installations and appliances are correctly Compliant 


appliances correctly installed and installed and adequately maintained. 
maintained? 


03 - Lightning Protection Is lightning protection provided for the A lightning protection system has been installed, the Compliant 
building? system is being periodically inspected and maintained. 


04 - Miscellaneous Are potential sources of ignition Potential sources of ignition present are adequately Compliant 
adequately controlled? controlled. 


03 - Sources of Fuel 


In order for a fire to develop the presence of fuel is required. By managing the quantity, type and location of combustible materials the risk of a fire 
developing can be greatly reduced. The storage of combustible materials within the escape routes or places of high fire risk such as boiler rooms or 
electrical cupboards must be prevented. 


Sub Section Question Answer Action Plan Status 
01 - Housekeeping Are house keeping arrangements satisfactory? Housekeeping arrangements appear to be satisfactory. Compliant 


04 - Construction 


The fire protection of the building is required to ensure that fire is unable to spread and also to prevent premature collapse in the event of fire. It means 
that the occupants can safely exit the premises without undue risk, whilst it is not perceived that any building should be sacrificed it is always possible to 
avoid the loss of the premises. 


Sub Section Question 
01 - Are the fire resisting and separating walls and floors in good The fire resisting walls and floors appear to Compliant 
Structural condition? be of an acceptable standard. 
Elements 
02 - Lift Are the lifts contained within protected shafts? There are no lifts servicing this building. N/A 
Shafts 
03 - Are the escalators, chutes, ducts and pipes contained within The services are contained within Compliant 
Protected protected shafts? protected shafts. 
Shafts 
04 - Are the concealed spaces or cavities protected with suitable cavity The cavity barriers appear to be Compliant 
Concealed barriers? acceptable. 
Spaces - 
Cavities 
05- Are the stairways within the building required for means of escape The stairways are enclosed throughout Compliant 
Protected adequately enclosed with fire resisting construction? their height to an acceptable standard. 
Stairways 
06 - Higher Are areas of higher risk and places of special fire hazard sufficiently The high risk areas and places of special Compliant 
Risk Areas separated from the remainder of the building by fire resisting fire hazard are adequately separated with 

construction? fire resisting construction. 
07 -Surface Are the materials used to line walls and ceilings of the correct The materials lining the walls and ceilings Compliant 
Spread of surface spread of flame classification in accordance with the are deemed to be of an acceptable 
Flame Approved Document B of the Building Regulations? standard. 
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05 - Means of Escape 


To ensure a safe escape the escape routes must be protected from smoke, heat and flames. The distance that occupants have to travel must also be 
regulated to ensure that the distance people have to travel to safety is within the prescribed guidelines. 


Sub Section 


01 - Means of 
Escape for the 
Disabled 


02 - Premises 
that are multi- 
occupied 


Question 


Are there adequate arrangements 
for the evacuation of disabled 
people? 

Are the escape routes for all the 
building occupants acceptable? 


Answer 


The evacuation arrangements for disabled people are considered 
adequate. 


The premises are multi-occupancy and the means of escape from 
each occupancy is considered satisfactory. 


Status 


Compliant 


Compliant 


03 - Escape 
routes and 
travel distances 
from within a 
storey 


04 - Occupancy 
Numbers 


05 - Protected 
Corridors 


Are the escape routes sufficient in 
number and travel distance from 
any point within the floor area to 
the nearest storey exit, having due 
regard to the layout of walls, 
partitions and fittings within 
current guidance? 


Is the occupancy level for the 
premises acceptable? 


Are the protected corridors suitable 
and sufficient to allow the 
occupants to reach a storey exit 
safely? 


The travel distance to the nearest storey exit is within current 
guidance. 


The occupancy capacity and width of escape routes and exits 
appear to be sufficient. 


All protected corridors are adequate to allow the occupants to 
reach a storey exit safely. 


Compliant 


Compliant 


Compliant 


06 - Escape 
from Inner 
Rooms 

07 - 
Accommodation 
Lifts and 
Stairways 


Is the escape from inner rooms 
acceptable? 


Are the accommodation lifts and or 
stairways positioned so that they 
do not impact on the escape 
routes from upper floors? 


No risk from inner room situations present. 


The position of accommodation lifts and or stairways is such that 
they do not prejudice the escape from upper floors. 


Compliant 


08 - Protected 
Stairways 


Do the protected stairways offer 
sufficient and suitable protection 
to ensure the safe escape of all 
occupants? 


Sufficient and protected stairways have been provided to ensure 
safe escape of all the occupants. 


Compliant 


09 - External 
Stairways 


10 - Escape 
Route across a 
flat roof 


11 - Fire- 
resisting doors 


Is the external stairways provision 
sufficient and does it afford 
suitable protection to the 
occupants to ensure their safe 
escape? 

Is the escape route across a flat 
roof acceptable? 


Do the fire resisting door sets meet 
the appropriate standard? 


No external stairways were present. 


Flat roofs do not form part of the escape route. 


Excessive threshold gaps were identified on the fire doors at the 
time of the assessment. Some of the gaps at the edges of the 
doors are more than 3mm. Also, many of the doors do not 
automatically close into their frame. 


Non_Compliant 


11 - Fire- 
resisting doors 


Do the fire resisting door sets meet 
the appropriate standard? 


Ineffective self closing devices. 


Non_Compliant 


11 - Fire- 
resisting doors 


12 - Fire- 
resisting 
Partitions 


Do the fire resisting door sets meet 
the appropriate standard? 


Are the fire resisting partitions 
present installed and maintained to 
the appropriate standards? 


The fire doors requires a self-closing device. The risk assessor 
found that the kitchen on level 5 in the middle block does not 
have a closer unit. Also, some of the bedrooms do not have closer 
units fitted. Some of the individual bedroom doors were found to 
be left open with the students away from the rooms. If a fire were 
to break out in a room, smoke and heat could quickly spread into 
the communal corridor. 


The fire resisting partitions within the building are constructed and 
maintained to an appropriate standard. 


Non_Compliant 


Compliant 


13 - General 
Doors 


Are the doors required to form part 
of the escape route in an 
emergency? 


All the doors required to form part of the escape route are in good 
working order and are capable of being used effectively. 


Compliant 


06 - Fire-fighting Equipment 


Fixed and portable firefighting equipment can be used to good effect and minimize damage to the premises. If a fire has been detected in its early stages 
fighting the fire in these early stages will contain its growth and reduce hazards to the occupants such as smoke and heat as well as minimising potential 
financial loss to the business and the impact on jobs. 
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Sub Section Question Answer Status 


01 - Are there sufficient quantities of The portable fire-fighting equipment is not correctly sited. This iS Non_Compliant 
Portable portable fire-fighting equipment issue was found throughout all blocks and floors within the 
Equipment provided, correctly sited and building. There were so many issues found that they have not 

adequately maintained? been listed. 


01 - Are there sufficient quantities of The Co2 extinguisher in the plant room is not wall hung. Non_Compliant 


Portable portable fire-fighting equipment 
Equipment provided, correctly sited and 
adequately maintained? 


02 - Fixed Are the fixed fire-fighting installations There is no requirement for a fixed fire-fighting installation at this 
Fire- correctly installed, adequately premises. 

Fighting maintained and appropriate for the risk? 

Installations 


07 - Fire Detection and Warning 


It is essential for the safe evacuation of building occupants that they have been made aware of a fire incident as soon as possible. This will allow the Fire 
Service to be contacted in the early stages of the fire and most importantly all the occupants should have left the building to a place of safety before the 
fire has had the chance to take a hold. It is vital that any early warning and detection system be installed and maintained to British Standards. 


Sub Section Question Answer Status 
01 - Fire Detection and Is there an adequate method for raising the The fire alarm zones have not been adequately M Non_Compliant 
Warning System alarm and detecting a fire present in the identified. 
Provision premises? 
02 - Fire Alarm Is the fire alarm system routinely tested, The fire alarm system is routinely tested, Compliant 
Maintainence inspected and maintained in accordance with inspected and maintained in accordance with 
current guidance? current guidance. 


08 - Emergency Lighting 


If the conventional lighting system fails in a building, an emergency lighting system may be required. The emergency lighting system should indicate the 
safe routes to and through the escape exits from the premises including any changes of direction or level en-route. It can also be used to illuminate fire 
alarm call points, refuges and firefighting appliances. 


Sub Section Question 


01 - The Is there an adequate method for illuminating It appears that the installed emergency lighting system will Compliant 
Emergency the escape route and safety equipment in provide sufficient illumination (visual observation only, a 
Lighting System the premises? physical test was not completed). 


02 - Maintenance Is the emergency lighting system routinely The emergency lighting system is routinely tested, Compliant 
of Emergency tested, inspected and maintained in inspected and maintained in accordance with current 
Lighting Systems accordance with current guidance? guidance. 


09 - Firefighters Provisions 


As required under the Regulatory Reform (Fire Safety) Order 2005, The Fire Safety (Scotland) Regulations 2006, The Fire & Rescue Services (NI) Order 2006 
and The Fire Precautions (Workplace) Regulations (Northern Ireland Only) consideration must be made to the effects of a fire in any given building to the 
Fire Service. Safety of the fire crews and their operational needs such as access, water supplies and building information must be reviewed and be made 
available for the Fire Service for consideration. 


Sub Section Question Answer 


01 - Access Have reasonable facilities and access for firefighters and Facilities and access for firefighters and fire appliances Compliant 
for Fire fire appliances been provided to aid the protection of are available and adequate. 

Fighting life? 

02 - Have all reasonable measures and arrangements been All reasonable measures and arrangements for the Compliant 
Firefighter made to safeguard firefighting personnel in a fire safety of firefighting personnel in a fire situation are in 

Safety situation? place. 


03 - Water Are water supplies adequately provided to assist There is adequate hydrant provision of adequate Compliant 
Supplies firefighting personnel in their firefighting tasks? diameter in close proximity to the premises. 


04 - Rising Are rising mains adequately provided to assist firefighting N/A 
Mains personnel in their firefighting tasks? 


10 - Management 


Providing all of the elements of the fire safety plan (of which the fire risk assessment form just part) are adhered to, then the safe evacuation of all the 
occupants is then likely to be successful. If however the management of the fire safety plan is not adhered to the fire safety provisions may be seriously 
compromised. 


Sub Section Question Answer 


o1- Are management and employees fully aware of | Management and employees are fully aware of the fire safety Compliant 
Management _ the fire safety features provided and their features provided and their purposes. 
purpose? 


02 - Staff Have employees received appropriate fire All employees have received the appropriate fire safety Compliant 
Training safety awareness training? awareness training. 


03 - Are house keeping arrangements satisfactory? The housekeeping arrangements appear to be of an acceptable Compliant 
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Housekeeping standard. 


04 - Arson Are adequate measures in place to control risk © Adequate arson control measures are in place. Compliant 
of fire due to arson? 


05 - Smoking Is a suitable 'no smoking’ policy in place? An adequate "no smoking" policy is in place in accordance with Compliant 
Policy current legislation and company policy. 
06 - Has the premises been subject to an inspection The premises have been subject to an inspection by the Compliant 
Legislation by the Enforcing Authority? Enforcing Authority and a satisfactory letter of compliance has 

been issued. 


11 - Signs and Signals 


Research has shown that members of the public may become confused and disorientated in the event of a fire. To save confusion which can jeopardise 
building occupants escape all safety signs should be installed and conform to Signs and Safety Signals Regulations. 


Sub Section Question Answer Status 
01 - Provision of Are there adequate and suitable fire safety signs The fire doors are not provided with appropriate iG Non_Compliant 
Fire safety Signs and notices displayed in the appropriate places signs. This is the case for most of the fire doors 
and Notices throughout the premises? leading to the staircases. 


12 - Effects on the Environment 


A further requirement under the Regulatory Reform (Fire Safety) Order 2005, The Fire Safety (Scotland) Regulations 2006, The Fire & Rescue Services (NI) 
Order 2006 and The Fire Precautions (Workplace) Regulations (Northern Ireland Only) is that consideration must be made to the effects of a fire in any 
given building to the environment. The spread of fire to adjacent properties, the risks posed by the smoke from the materials contained within the building if 
affected by fire and if the water used for firefighting needs to be contained to protect the water course. 


Sub Section Question Answer 


01 - Has the Responsible Person considered the effects to The Responsible Person has made adequate arrangements Compliant 
Adjacent adjacent buildings that might be caused by a fire on to mitigate any damage to the adjacent properties from a 


Properties the site? fire on the site. 


02 - Has the building's Responsible Person considered the The Responsible Person has made arrangements to Compliant 
Immediate effects to the environment that might be caused by a__ mitigate any damage to the environment from a fire on 
Surroundings fire on the site? the site. 
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SECTION 3: ACTION PLAN 


SECTION 4: ARCHIVE 


SECTION 4. ARCHIVE: Action has been archived 


Ref k — Question Non-conformity Recommendation Location cee = By When 
Section responsible 


The corridors 
throughout many of 
the blocks/flats are 
obstructed with 
various items. 


Are house 


11269172 keeping 
alra ngements 


satisfactory? 


The items obstructing the escape route must | Please See | Statutory 
be removed immediately. All corridors Plan - requirement 
throughout the blocks should be checked and | Throughout | of the 
items cleared to keep the corridors clear. all blocks. Client 


29/06/2019 


Ref Date Notes Author 
165458 26 Jun 2019 Student behaviour to be addressed within the University 


Photo 17-06-2019, 13 41 49.jpg Photo 17-06-2019, 13 51 36.jpg 
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Photo 17-06-2019, 13 55 20.jpg Photo 17-06-2019, 14 20 31.jpg 


Photo 17-06-2019, 14 26 45.jpg Photo 17-06-2019, 14 29 45.jpg 
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Photo 17-06-2019, 14 30 33.jpg Photo 17-06-2019, 14 30 47.jpg 


Locations of Non-conformity (one floorplan per page) 
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Level 2 Floor Plan 
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Level 3 Floor Plan 
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Level 4 Floor Plan 
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Level 5 Floor Plan 
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SECTION 4. ARCHIVE: Action has been archived 


Sub ; - : ; Who is 
Question Non-conformity Recommendation Location responsible By When 


Ref Section 


Do the fire Fire doors were found to be Remove all wedges asap and remind 
resisting wedged open to virtually all of | the students of the importance of Please See | Statutory 
door sets the kitchens throughout the keeping the fire doors closed. Plan - requirement 
aos sa nn meet the blocks. The fire door to the (Amended from green to red by | Throughout | of the 29/06/2019 
appropriate | stairs on the Sth floor was also | Jj to reflect the importance of the blocks. | Client 
standard? held open with a chair. this action 22-6-2019). 


Action Status Notes: 
Ref Date Notes Author 


Photo 17-06-2019, 13 42 45.jpg Photo 17-06-2019, 13 44 11.jpg 
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Photo 17-06-2019, 13 49 37.jpg Photo 17-06-2019, 13 55 29.jpg 


Photo 17-06-2019, 14 18 01.jpg 


Locations of Non-conformity (one floorplan per page) 
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Level 1 Floor Plan 
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Level 2 Floor Plan 
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Level 3 Floor Plan 
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Level 4 Floor Plan 
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Level 5 Floor Plan 
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SECTION 4. ARCHIVE: Action has been archived 


Who is 


Sub P Non- - P 
Question conformity Recommendation Location responsible 


Do the fire resisting Ineffective | Repair or replace the self-closing device | Please See Plan - | Statutory 


By When 


Ref Section 


11269170 door sets meet the self closing | to ensure fire door closes fully into its Level 5 door in requirement 22/07/2019 
appropriate standard? | devices. frame against the door stops. the middle block. | for the Client 


Ref Date Notes Author 


Photo 17-06-2019, 14 10 50.jpg 


| 
5. 


Locations of Non-conformity (one floorplan per page) 
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SECTION 4. ARCHIVE: Action has been archived 


Sub Who is 


Ref Question Non-conformity Recommendation Location responsible By When 


Section 


The fire doors requires a self-closing device. 
The risk assessor found that the kitchen on 
Do the fire | level 5 in the middle block does not have a 
resisting closer unit. Also, some of the bedrooms do not 
door sets have closer units fitted. Some of the individual 
meet the bedroom doors were found to be left open with 
appropriate | the students away from the rooms. If a fire 
standard? were to break out in a room, smoke and heat 
could quickly spread into the communal 
corridor. 


All fire doors within the 
blocks must be fitted 
with a suitable positive 
action self-closing device 
(BS EN 1154). A suitable 
contractor should carry 
out a site audit and fit 
closer devices as 
required. 


Statutory 
requirement 
for the 
Client 


11269171 22/07/2019 


Ref Notes Author 
166640 04 Jul 2019 Thi 


Photo 17-06-2019, 14 12 18.jpg Photo 17-06-2019, 14 17 00.jpg 


Locations of Non-conformity (one floorplan per page) 
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Level 5 Floor Plan 
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SECTION 4. ARCHIVE: Action has been archi 


Ref Sub Question Non- Who is 


conformity Recommendation Location naimeaemibe By When 


peta oman : 5 aaa On or adjacent to indicating equipment, 
a there should be a diagrammatic 
the alarm and have not a aes 3 
11269175 representation of the building, showing at 
detecting a fire been arses 2 
. least the building entrances, the main 
present in the adequately : : eee 
: P circulation areas and the division into zones. 
premises? identified. 


Section 


Please See 

Plan - Statutory 
Adjacent to requirement 
the fire for the 
alarm control | Client 


panel 


22/07/2019 


Action Status Notes: 


Ref Date Notes Author 


Locations of Non-conformity (one floorplan per page) 
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Level 1 Floor Plan 
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Sub 


Sarton Question 


Do the fire 
resisting 
door sets 
meet the 
appropriate 
standard? 


11269169 


Ref 


SECTION 4. ARCHIVE: Action has been archived 


Non-conformity Recommendation 


Excessive threshold gaps were The site management are aware 
identified on the fire doors at the of the fire door issues and 

time of the assessment. Some of improvement works are planned to 
the gaps at the edges of the doors | take place on the fire doors. A 


are more than 3mm. Also, many of suitable contractor should check 
the doors do not automatically close | all of the doors throughout the 


into their frame. 


blocks. 


Notes 


Location 


Please See 
Plan - 

throughout 
the blocks. 


Who is 
responsible 


Statutory 
requirement 
for the 
Client 


Author 


_166639 04 Jul 2019 To be discussed with the University, with regards to the Handover Criteria, to whom be responsible 7” 


Photo 17-06-2019, 13 49 59.jpg 


Photo 17-06-2019, 14 14 44.jpg 
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By When 


22/07/2019 


Page 30 of 44 


Photo 17-06-2019, 14 14 56.jpg Photo 17-06-2019, 14 18 22.jpg 


Photo 17-06-2019, 14 19 12.jpg 


Locations of Non-conformity (one floorplan per page) 
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Level 3 Floor Plan 
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SECTION 4. ARCHIVE: Action has been archived 


Sub 


: s P , Who is 
Ref SErilcn Question Non-conformity Recommendation Location responsible By When 


Are there adequate and The fire doors are not Fire doors should be 
suitable fire safety signs and | provided with appropriate provided with "Fire ee Se | Any 


11269176 | C notices displayed in the signs. This is the case for Door Keep Shut" signs be es out coer ‘isles 
appropriate places most of the fire doors leading | complying with BS Pape pal 
throughout the premises? to the staircases. 5499-5. 9 


20/09/2019 


Ref Notes Author 


Photo 17-06-2019, 14 21 51.jpg 


Locations of Non-conformity (one floorplan per page) 
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Level 5 Floor Plan 
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Sub 


Ref SEriian Question 


Are there 
sufficient 
quantities of 
portable fire- 
fighting 


11269173 | C equipment 
provided, 
correctly sited 
and 
adequately 
maintained? 


Ref 


Photo 17-06-2019, 13 44 18.jpg 


SECTION 4. ARCHIVE: Action has been archived 


Non-conformity Recommendation 


The portable fire- 
fighting equipment is 
not correctly sited. 
This issue was found 
throughout all blocks 
and floors within the 
building. There were so 


The equipment is to be sited in accordance 
with BS 5306-8 and must be either wall- 
mounted with the handle no more than 1.0 
metres (heavier than 4kg) 1.5 metres (up 
to and including 4kg in weight) above the 
floor or on a designated stand. A suitable 
many issues found contractor should ensure that all fire 

that they have not extinguishers and blankets throughout the 
Beeeiicrcas flats and wall hung in a suiable location. 


Notes Author 


Photo 17-06-2019, 13 49 00.jpg 
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Location 


Please See 
Plan - 
Throughout 
all of the 
flats. 


Who is 
responsible 


Statutory 
requirement 
for the 
Client 


By When 


20/09/2019 
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Locations of Non-conformity (one floorplan per page) 
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Level 1 Floor Plan 
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Level 2 Floor Plan 
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Level 3 Floor Plan 


Copyright FCS-Live Ltd 2022 Page 39 of 44 


Level 4 Floor Plan 


Copyright FCS-Live Ltd 2022 Page 40 of 44 


Level 5 Floor Plan 
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SECTION 4. ARCHIVE: Action has been archived 


Sub 


Ref Saetinn Question Non-conformity Recommendation 


Who is 


fossa responsible 


By When 


Are there sufficient quantities of portable Meier in the The unit should sae _ | Statutory 
11269174 fire-fighting equipment provided, correctly 9 


lantkoom 16 not be wall hung near Pinar requirement 20/09/2019 
sited and adequately maintained? se hung the door. array for the Client 


Ref Notes Author 


Photo 17-06-2019, 14 00 22.jpg 


Locations of Non-conformity (one floorplan per page) 
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Level 1 Floor Plan 
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FIRE RISK ASSESSMENT GUIDANCE NOTES 


This Fire Risk Assessment has been compiled and formulated as required by the Regulatory Reform (Fire Safety) Order 2005, The Fire Safety (Scotland) 
Regulations 2006, The Fire & Rescue Services (NI) Order 2006 and The Fire Precautions (Workplace) Regulations (Northern Ireland Only). It has been 
constructed to be used as a tool for the safe management of a work place. 


To use the Risk Assessment effectively follow the points below:- 


1. 


2. 
3. 


Read the risk summary as a snap shot of the premises on the day of the Fire Risk Assessment. Recommendations from the Action Plan may have 
already been implemented by the time you read this. 

The Risk Assessment is broken into the following twelve sections. 

The Action Plan is the observations and recommendations of the Fire Assessor using their competence and experience to ensure the most 
pragmatic approach is applied to all significant findings. 


a. Read the Action Plan in its entirety as some actions may have an impact on other recommendations. 
b. Once the recommended action has been completed, the responsible person must sign and date the page relating to the non conformity this will 
then be automatically stored in the Archive Section which provides an audit trail. 


. It is essential that the Fire Log Book is maintained by the Responsible Person, to ensure that all tests, maintenance, practice drills and periods of 


instruction are recorded. If used as designed, this will then prove to be an invaluable Management tool. 

If there are any material changes to the structure, layout, use of the building, type of business or changes in the number of staff then a new Fire 
Risk Assessment must be carried out.The Fire Risk Assessment should be reviewed by a competent person by the review date or at such earlier 
time as there is reason to suspect that it is no longer valid or there have been significant changes to the premises, the occupancy or its use. It 
is recommended to have a review carried out annually to ensure all fire safety measures and practices are being adhered to. 
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SECTION 1:MANAGEMENT OVERVIEW - RISK ASSESSMENT 


Building Id 
10031813 

Assessment Id 
10044076 


Address 

University of Sheffield - Wimberry 
14 Endcliffe Avenue 

Sheffield 

S10 3EA 


Responsible Person 
University of Sheffield 


Article 5(3) Persons 
SSS 
Telephone 
fs 3 2] 


This Risk Assessment was carried out on 19 Jun 2019 and the assessor has stated that this building cannot be below Medium risk. 


Building Details: Live Fire Log Book Next Due Date 


jAssessor 


Description of Property 


Wimberry is a large building housing 261 rooms for student accommodation. It is a horseshoe shaped building constructed on a hillside which results 
in various storey heights. 


Communal circulation areas, including kitchens, store cupboards, service cupboards, cycle store, plant room and external areas. 


This Risk Assessment was carried out on 19 Jun 2019 and 
this property was considered a Medium risk property. 


Actions required | Actions required ||mmediate 
next service visit | within 30 days actions required 


To view actions outstanding click here 


History of Incidents 
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| None reported. | 


Risk Assessors Summary 


This fire risk assessment (FRA) is a review of the last fire risk assessment that was carried out in January 2018 and an overall view of the building in its 
current state at the time of our survey. | of Engie is the person who assisted during our survey. It will need confirming if J is the 
Article 18 nominated competent person as per the requirement under the Regulatory Reform (Fire Safety) Order 2005, or an alternative name will need 
adding to this document. The fire risk assessor was not made aware of any current or pending enforcement notices from the local fire and rescue service. 
The fire risk assessment is for the communal and landlord areas. The student’s flats/bedrooms were not accessed by the risk assessor and are not 
covered within the scope of this assessment. The occupancy number for the block is based on 1 person sleeping in each flat/bedroom. The main hazards 
in the buildings current occupied state, are the kitchens and the electrical appliances used in them. All students should be reminded of the dangers of 
leaving combustible items too close to a heat source. A proactive approach should be taken by the landlord and management team if they find any fire 
safety issues. There is a no smoking policy in force throughout the block, no evidence regarding smoking inside the building was found at the time of the 
assessment. All staff should assist in monitoring any illicit smoking within this or other blocks on the campus. Students should be reminded of the 
importance of the fire doors throughout the block. It is recommended that the stickers reminding students to keep fire doors shut (on the bottom of the 
fire doors) are re-located to head height. It is recommended that when the building is not in use, that all electrical appliances not required to be left 
switched on, are switched off until required. Persons at risk are students and any visitors, cleaning staff and contractors. All staff are given fire safety 
information for the blocks as part of an induction. All visitors and contractors are also required to complete an induction which covers the actions to be 
taken in the event of a fire. One of the main issues previously raised was (and still is) the standard of the existing fire doors. The main issues are the 
fitting of the doors into the frames, as they not meet the required standard. This is usually due to excessive gaps at the threshold, between double doors 
opening into service shafts, and gaps between single doors and the door frames. had previously reached an 
agreement with the original builders (Lend Lease) and it was anticipated that modifications and improvement to the existing doors could have been 
completed within approximately six to nine months. However, it is advised that this work has only just commenced. It is recommended that a full fire door 
survey is carried out on completion of these works. 

Another previous issue raised related to the identification and rectification of fire stopping issues. Identification labels are now in place showing where 
passive fire protection has been installed. It has been previously documented that the automatic fire detection and alarm system installation does not 
appear to fully meet BS5839 Part 1 with the recommendation of an L1 Category, discussions are still ongoing. The area of concern is the electrical riser 
cupboards on each level. The building has fire extinguishers installed throughout, however it is not practical to train students in the use of them, 
consideration may be required to discuss the installation of water misting fire extinguishers instead, as these offer a safer alternative than using Co2 type 
extinguishers. This is purely a recommendation only. The Engie management team confirmed to the fire risk assessor that there is a PPM program in place 
for all of the properties across the estate. A software program (Maximo 7.5) is used to manage the testing and planned maintenance. The following 
systems and equipment/tests are managed by the software - periodic electrical tests (hard wire), portable appliance testing of kitchen equipment 
provided (e.g. kettle, microwave and toaster), gas boilers, fire alarm systems, emergency lighting, fire dampers, automatic opening windows, lightning 
protection, fire door checks and disabled refuge system. The Engie team confirmed that all weekly, monthly, bi-annual and annual checks are carried out 
as required. Due to the size of the estate and number of building, there is a rolling program in place for the PPM. There are paper and electronic records 
kept in the Engie office. To avoid duplication, the 'Live' log book within this assessment has not been utilised. No servicing records were viewed at time of 
survey. Some of the test stickers on the front of the electrical consumer units show that the periodic testing is overdue. MM confirmed to the 
risk assessor that all of the electrical installations across the site have been inspected within the last 5 years. The test stickers should be updated to 
show the due date of the next inspection. The weekly test of the fire alarm is carried out by Engie who also check the operation of automatic closing fire 
doors at that time and ensure that the doors locked electronically and unlock on operation of the alarm. A fire and security engineer, employed by Engie, 
is permanently on site and carries out annual servicing of the alarm system on each block in rotation. In addition, the engineer also checks and maintains 
the refuge communication facility. Engie also test the emergency lighting on a monthly basis and carry out any repairs required. June is the emergency 
lighting annual duration test, and this is carried out, in house, on all blocks during this month. The location of all fire dampers (2218 across the whole 
campus) are known and these receive annual testing and maintenance, various rectification recommendations have been made on last year’s inspection 
and are still outstanding at present. The university operates a full evacuation procedure (Simultaneous evacuation), which is suitable for this type of 
occupancy and building. This is in line with the buildings Fire Strategy. Although the frequency of fire drills and the level of staff training are not the 
responsibility of Engie, it is considered relevant to include information regarding this, and other fire procedures such as evacuation for persons with 
mobility issues. Fire drills are carried out by University on or around each year. They maintain records of evacuations and associated fire 
marshal training. With regard to the evacuation of persons with disabilities, Personal Emergency Evacuation Plans (PEEPs) are formulated by the 
University. Students are asked, when applying for accommodation, if they have any disability issues so University can provide suitable accommodation or 
provide equipment such as vibrating pillows etc or ensuring that they are accommodated in rooms with strobe lighting linked to the fire alarm. With regard 
to students with mobility issues, they will be accommodated in ground floor accommodation provided the University is made aware of their requirements. 
The University's current procedure ensures that there are very few students with mobility issues on upper level accommodation. The general fire 
procedure for the University is that, on operation of the alarm system, a signal showing the alarm location will be sent to the Campus Control, which is off 
site. Campus Control has wireless and land line communication with the University Security who are on call 24 hours a day. Security will respond to the 
location of the alarm to confirm if it is a genuine signal or otherwise. Campus Control will then summon the fire service using the 999 system. This is in 
addition to the fire procedure when a student could phone 999 independently on discovery of fire. The Engie management team informed the risk assessor 
on 03/06/2019 that there are private fire hydrants in some areas the campus, but that they are the responsibility of Sheffield University. Any private 
hydrants should be checked annually to ensure that water is available. Suitable signage should be provided to assist the fire service. 
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SECTION 2: RISK ASSESSMENT 


01 - Persons at Risk 


It is important to consider all relevant persons that use the premises. This will include persons that use the building on a day to day basis such as staff or 
residents but also any persons that visit the premises on temporary basis such as visitor or contractors. Particular care should be taken to identify any risks 
to vulnerable persons such as those with disabilities or young persons. 


Action 


Sub Section Question Answer Plan Status 
01 - Young Are young persons in the Young persons are present and the Responsible Person has completed a risk Compliant 
Persons premises? assessment of the premises and risks present. 
02- Persons with Are persons with special needs Persons with special needs are present and the Responsible Person has Compliant 
Special Needs in the premises? completed a Personal Emergency Evacuation Plan (PEEP). 
03 - Members of Are members of the public Members of the public are present and the Responsible Person has suitable Compliant 
the Public present in the premises? and sufficient policies and procedures in place. 
04 - Occupancy Is the occupancy level for the The occupancy capacity, width of escape routes and exits appear to be Compliant 
Numbers premises acceptable? sufficient. 
05 - Lone Working § Are there areas where Lone working takes place, there are suitable and sufficient procedures in Compliant 


relevant persons are isolated? _ place. 


02 - Sources of Ignition 


The premises is assessed to identify all potential ignition sources that may be the cause of a fire. Examples of Ignition sources can be any heat generating 
equipment such as portable heaters, cooking equipment and power tools. Fixed installations and portable electrical equipment can also be an ignition source 
if they are misused or not maintained. Naked flames and equipment that generates sparks must be strictly controlled. 


Sub Section Question Answer 


01 - Heating - Gas and Are all heating appliances correctly All appliances are correctly installed and adequately Compliant 
Electric - including installed, adequately protected and maintained. 
Portables maintained? 


02 - Electrical Services Are all electrical installations and All electrical installations and appliances are correctly Compliant 


appliances correctly installed and installed and adequately maintained. 
maintained? 


03 - Lightning Protection Is lightning protection provided for the A lightning protection system has been installed, the Compliant 
building? system is being periodically inspected and maintained. 


04 - Miscellaneous Are potential sources of ignition Potential sources of ignition present are adequately Compliant 
adequately controlled? controlled. 


03 - Sources of Fuel 


In order for a fire to develop the presence of fuel is required. By managing the quantity, type and location of combustible materials the risk of a fire 
developing can be greatly reduced. The storage of combustible materials within the escape routes or places of high fire risk such as boiler rooms or 
electrical cupboards must be prevented. 


Sub Section Question Answer Status 


01 - Are house keeping arrangements The storage arrangements for combustible materials are ih Non_Compliant 
Housekeeping satisfactory? inadequate. 


04 - Construction 


The fire protection of the building is required to ensure that fire is unable to spread and also to prevent premature collapse in the event of fire. It means 
that the occupants can safely exit the premises without undue risk, whilst it is not perceived that any building should be sacrificed it is always possible to 
avoid the loss of the premises. 


Sub Section Question Answer ae Status 
01 - Are the fire resisting and separating walls and floors in good The fire resisting walls and floors appear to Compliant 
Structural condition? be of an acceptable standard. 
Elements 
O2 - Lift Are the lifts contained within protected shafts? The lifts are contained within a protected Compliant 
Shafts shaft. 
03 - Are the escalators, chutes, ducts and pipes contained within The services are contained within Compliant 
Protected protected shafts? protected shafts. 
Shafts 
04 - Are the concealed spaces or cavities protected with suitable cavity The cavity barriers appear to be Compliant 
Concealed barriers? acceptable. 
Spaces - 
Cavities 
05- Are the stairways within the building required for means of escape The stairways are enclosed throughout Compliant 
Protected adequately enclosed with fire resisting construction? their height to an acceptable standard. 
Stairways 
06 - Higher Are areas of higher risk and places of special fire hazard sufficiently The high risk areas and places of special Compliant 
Risk Areas separated from the remainder of the building by fire resisting fire hazard are adequately separated with 

construction? fire resisting construction. 
07 -Surface Are the materials used to line walls and ceilings of the correct The materials lining the walls and ceilings Compliant 
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Spread of 
Flame 


surface spread of flame classification in accordance with the 
Approved Document B of the Building Regulations? 


are deemed to be of an acceptable 
standard. 


05 - Means of Escape 


To ensure a safe escape the escape routes must be protected from smoke, heat and flames. The distance that occupants have to travel must also be 
regulated to ensure that the distance people have to travel to safety is within the prescribed guidelines. 


Sub Section 


01 - Means of 
Escape for the 
Disabled 


02 - Premises 
that are multi- 
occupied 


Question 


Are there adequate arrangements for the evacuation of 
disabled people? 


Are the escape routes for all the building occupants 
acceptable? 


Answer 


The evacuation arrangements for disabled 
people are considered adequate. 


The premises are multi-occupancy and the 
means of escape from each occupancy is 
considered satisfactory. 


Status 


Compliant 


Compliant 


03 - Escape 
routes and travel 
distances from 
within a storey 


04 - Occupancy 
Numbers 


Are the escape routes sufficient in number and travel 
distance from any point within the floor area to the 
nearest storey exit, having due regard to the layout of 
walls, partitions and fittings within current guidance? 


Is the occupancy level for the premises acceptable? 


The travel distance to the nearest storey 
exit is within current guidance. 


The occupancy capacity and width of 
escape routes and exits appear to be 
sufficient. 


Compliant 


Compliant 


05 - Protected 
Corridors 


Are the protected corridors suitable and sufficient to allow 


the occupants to reach a storey exit safely? 


All protected corridors are adequate to 
allow the occupants to reach a storey exit 
safely. 


Compliant 


06 - Escape from 
Inner Rooms 


Is the escape from inner rooms acceptable? 


No risk from inner room situations present. 


N/A 


07 - 
Accommodation 
Lifts and 
Stairways 


Are the accommodation lifts and or stairways positioned 
so that they do not impact on the escape routes from 
upper floors? 


The position of accommodation lifts and or 
stairways is such that they do not 
prejudice the escape from upper floors. 


Compliant 


08 - Protected 
Stairways 


Do the protected stairways offer sufficient and suitable 
protection to ensure the safe escape of all occupants? 


Sufficient and protected stairways have 
been provided to ensure safe escape of all 
the occupants. 


Compliant 


09 - External 
Stairways 


10 - Escape 
Route across a 
flat roof 


Is the external stairways provision sufficient and does it 
afford suitable protection to the occupants to ensure 
their safe escape? 


Is the escape route across a flat roof acceptable? 


No external stairways were present. 


Flat roofs do not form part of the escape 
route. 


N/A 


N/A 


11 - Fire- 
resisting doors 


Do the fire resisting door sets meet the appropriate 
standard? 


Fire doors were found to be wedged open. 


Non_Compliant 


11 - Fire- 
resisting doors 


11 - Fire- 
resisting doors 


Do the fire resisting door sets meet the appropriate 
standard? 


Do the fire resisting door sets meet the appropriate 
standard? 


The fire door threshold device is broken on 
doors leading to flats A4 and F6. 


Excessive threshold gaps were identified 
on the fire doors at the time of the 
assessment. Some of the gaps at the 
edges of the doors are more than 3mm. 


Non_Compliant 


Non_Compliant 


12 - Fire- 
resisting 
partitions 
13 - General 
Doors 


Are the fire resisting partitions present installed and 
maintained to the appropriate standards? 


Are the doors required to form part of the escape route in 


an emergency? 


The fire resisting partitions within the 
building are constructed and maintained to 
an appropriate standard. 


All the doors required to form part of the 
escape route are in good working order 
and are capable of being used effectively. 


hting Equipment 


Compliant 


Compliant 


Fixed and portable firefighting equipment can be used to good effect and minimize damage to the premises. If a fire has been detected in its early stages 
fighting the fire in these early stages will contain its growth and reduce hazards to the occupants such as smoke and heat as well as minimising potential 


financial loss to the business and the impact on jobs. 


Sub Section 


01 - Portable 
Equipment 


02 - Fixed Fire- 
Fighting 
Installations 


Question 


Are there sufficient quantities of portable fire-fighting 
equipment provided, correctly sited and adequately 
maintained? 


Are the fixed fire-fighting installations correctly installed, 


adequately maintained and appropriate for the risk? 


Answer 


The portable fire-fighting equipment is 
not correctly sited. 


There is no requirement for a fixed fire- 
fighting installation at this premises. 


Status 


Non_Compliant 


N/A 
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07 - Fire Detection and Warning 


It is essential for the safe evacuation of building occupants that they have been made aware of a fire incident as soon as possible. This will allow the Fire 
Service to be contacted in the early stages of the fire and most importantly all the occupants should have left the building to a place of safety before the 
fire has had the chance to take a hold. It is vital that any early warning and detection system be installed and maintained to British Standards. 


Sub Section Question Status 
01 - Fire Detection Is there an adequate method for raising |The premises are provided with an L1 fire detection and NR- Non_Compliant 
and Warning the alarm and detecting a fire present in alarm system however there are parts of the premises 51- 
System Provision the premises? where automatic detection is missing. 204- 
al 
02 - Fire Alarm Is the fire alarm system routinely tested, The fire alarm system is routinely tested, inspected and Compliant 
Maintainence inspected and maintained in accordance maintained in accordance with current guidance. 


with current guidance? 


08 - Emergency Lighting 


If the conventional lighting system fails in a building, an emergency lighting system may be required. The emergency lighting system should indicate the 
safe routes to and through the escape exits from the premises including any changes of direction or level en-route. It can also be used to illuminate fire 
alarm call points, refuges and firefighting appliances. 


Action 


Sub Section Question Answer Plan Status 
01 - The Is there an adequate method for illuminating It appears that the installed emergency lighting system will Compliant 
Emergency the escape route and safety equipment in provide sufficient illumination (visual observation only, a 
Lighting System the premises? physical test was not completed). 
02 - Maintenance Is the emergency lighting system routinely The emergency lighting system is routinely tested, Compliant 
of Emergency tested, inspected and maintained in inspected and maintained in accordance with current 
Lighting Systems accordance with current guidance? guidance. 


09 - Firefighters Provisions 


As required under the Regulatory Reform (Fire Safety) Order 2005, The Fire Safety (Scotland) Regulations 2006, The Fire & Rescue Services (NI) Order 2006 
and The Fire Precautions (Workplace) Regulations (Northern Ireland Only) consideration must be made to the effects of a fire in any given building to the 
Fire Service. Safety of the fire crews and their operational needs such as access, water supplies and building information must be reviewed and be made 
available for the Fire Service for consideration. 


Sub Section Question 


01 - Access Have reasonable facilities and access for firefighters and Facilities and access for firefighters and fire appliances Compliant 
for Fire fire appliances been provided to aid the protection of are available and adequate. 

Fighting life? 

02 - Have all reasonable measures and arrangements been All reasonable measures and arrangements for the Compliant 
Firefighter made to safeguard firefighting personnel in a fire safety of firefighting personnel in a fire situation are in 

Safety situation? place. 


03 - Water Are water supplies adequately provided to assist There is adequate hydrant provision of adequate Compliant 
Supplies firefighting personnel in their firefighting tasks? diameter in close proximity to the premises. 


04 - Rising Are rising mains adequately provided to assist firefighting 
Mains personnel in their firefighting tasks? 


10 - Management 


Providing all of the elements of the fire safety plan (of which the fire risk assessment form just part) are adhered to, then the safe evacuation of all the 
occupants is then likely to be successful. If however the management of the fire safety plan is not adhered to the fire safety provisions may be seriously 
compromised. 


Sub Section Question 


01 - Are management and employees fully aware of | Management and employees are fully aware of the fire safety Compliant 
Management _ the fire safety features provided and their features provided and their purposes. 
purpose? 


02 - Staff Have employees received appropriate fire All employees have received the appropriate fire safety Compliant 
Training safety awareness training? awareness training. 


03 - Are house keeping arrangements satisfactory? The housekeeping arrangements appear to be of an acceptable Compliant 
Housekeeping standard. 


04 - Arson Are adequate measures in place to control risk | Adequate arson control measures are in place. Compliant 
of fire due to arson? 


05 - Smoking Is a suitable 'no smoking’ policy in place? An adequate "no smoking" policy is in place in accordance with Compliant 
Policy current legislation and company policy. 


06 - Has the premises been subject to an inspection The premises have been subject to an inspection by the Compliant 
Legislation by the Enforcing Authority? Enforcing Authority and a satisfactory letter of compliance has 
been issued. 


11 - Signs and Signals 


Research has shown that members of the public may become confused and disorientated in the event of a fire. To save confusion which can jeopardise 
building occupants escape all safety signs should be installed and conform to Signs and Safety Signals Regulations. 
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Action 


Sub Section Question Answer Plan Status 
01 - Provision of Fire Are there adequate and suitable fire safety signs and notices Fire safety signs and notices are Compliant 
safety Signs and displayed in the appropriate places throughout the premises? provided to the appropriate 
Notices standards. 


12 - Effects on the Environment 


A further requirement under the Regulatory Reform (Fire Safety) Order 2005, The Fire Safety (Scotland) Regulations 2006, The Fire & Rescue Services (NI) 
Order 2006 and The Fire Precautions (Workplace) Regulations (Northern Ireland Only) is that consideration must be made to the effects of a fire in any 
given building to the environment. The spread of fire to adjacent properties, the risks posed by the smoke from the materials contained within the building if 
affected by fire and if the water used for firefighting needs to be contained to protect the water course. 


Action 


Sub Section Question Answer Plan Status 
o1- Has the Responsible Person considered the effects to The Responsible Person has made adequate arrangements Compliant 
Adjacent adjacent buildings that might be caused by a fire on to mitigate any damage to the adjacent properties from a 
Properties the site? fire on the site. 

02 - Has the building's Responsible Person considered the The Responsible Person has made arrangements to Compliant 
Immediate effects to the environment that might be caused by a__ mitigate any damage to the environment from a fire on 
Surroundings fire on the site? the site. 
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SECTION 3: ACTION PLAN 


SECTION 3. ACTION PLAN:Medium Risk Actions 


All non conformities should be reviewed in conjunction with the CAD or the photographic evidence where applicable. 


Sub 
Section 


Who is 
responsible 


Are house The storage Ensure adequate storage areas are Please See Statutory 
keeping arrangements for provided and that housekeeping within | Plan - Plant requirement 
arrangements combustible materials these areas is of an acceptable room - Blocks for the 
satisfactory? are inadequate. standard. A&B side. Client 


Ref Question Non-conformity Recommendation Location By When 


11272074 | L 25/07/2019 


Completed BY. inc.cccccccccccccccse ce DattO ic cccce cscscnns 
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Photo 18-06-2019, 13 22 40.jpg Photo 18-06-2019, 13 22 46.jpg 


Photo 18-06-2019, 13 22 49.jpg 


Locations of Non-conformity (one floorplan per page) 
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Level 3 plan 
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SECTION 4: ARCHIVE 


SECTION 4. ARCHIVE: Action has been archived 


ise Question sok Recommendation Location Who is 


Ref conformity responsible 


By When 


Are house keeping The escape The items obstructing the escape | Please See Plan - | Statutory 
11272078 arrangements route is route must be removed Flats B6, D3 and requirement for 02/07/2019 
satisfactory? obstructed. immediately. G2. the Client 


Action Status Notes: 


Ref Date Notes Author 


165480 27 Jun 2019 Student behaviour items removed 
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Photo 18-06-2019, 13 26 31.jpg Photo 18-06-2019, 13 47 08.jpg 


Photo 18-06-2019, 14 08 04.jpg 


Locations of Non-conformity (one floorplan per page) 
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Level 4 plan 
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Level 5 plan 
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Level 8 plan 
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SECTION 4. ARCHIVE: Action has been archived 


Sub . 5 : P Who is 
Ref Sarton Question Non-conformity Recommendation Location responsible By When 


Are there sufficient Fire fighting Appropriate fire fighting equipment should be 
quantities of portable equipment has provided in accordance with BS 5306. Statutory 
fire-fighting equipment not been Additional C02 extinguishers should be requirement 
aa provided, correctly sited | provided to provided in the locations shown on the plan. for the 25/07/2019 
and adequately tackle electrical | Remove the water extinguisher from the Client 
maintained? fire hazards. room. 


Action Status Notes: 
Ref Date Notes 


165482 27 Jun 2019 This will be picked up during the Fire Equip Servicing during July 19 


Photo 18-06-2019, 14 12 47.jpg 


Locations of Non-conformity (one floorplan per page) 
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Level 2 plan 
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SECTION 4. ARCHIVE: Action has been archived 


Non- 
conformity 


The 
portable 
fire-fighting 
equipment 
is not 
correctly 
sited. 


Question 


Are there sufficient 
quantities of portable 
fire-fighting equipment 
provided, correctly 
sited and adequately 
maintained? 


11272080 | C 


Ref Notes 


Locations of Non-conformity (one floorplan per page) 


Recommendation 


The equipment is to be sited in accordance with 
BS 5306-8 and must be either wall-mounted 
with the handle no more than 1.0 metres 
(heavier than 4kg) 1.5 metres (up to and 
including 4kg in weight) above the floor or ona 
designated stand. 


Author 
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Location 


Please 
See Plan 
- Plant 
room - 
block 
A&B side. 


Who is 
responsible 


Statutory 
requirement 
for the 
Client 


By When 


23/09/2019 


Page 20 of 34 


Level 3 plan 
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SECTION 4. ARCHIVE: Action has been archived 


‘ Who is 
Location responsible By When 


Statutory 


— Question Non-conformity Recommendation 


Ref Section 
Remind the students of the Please See Plan 
requirement for | 23/09/2019 


Do the fire resisting door | Fire doors were 
11272075 sets meet the found to be importance of keeping the fire | - H4 and E3 
appropriate standard? wedged open. doors closed. kitchen doors. the Client 


Ref Date Notes Author 


Photo 18-06-2019, 14 05 10.jpg 


Locations of Non-conformity (one floorplan per page) 
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Level 5 plan 
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Level 6 plan 
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Sub 


Rartinn Question 


Do the fire resisting 
sl door sets meet the 
11272076 | 49- 


appropriate 


198-2 | standard? 


Ref Notes 


165907 01 Jul 2019 NFF upon attendance to this location 


CTION 4. ARCHIVE: Action has been archived 


Non-conformity Recommendation 


The fire door threshold The units should be replaced. All 
device is broken on doors 


& other threshold devices should be 
= a a a checked throughout the blocks. 


Author 


Photo 18-06-2019, 14 02 46.jpg 


Photo 18-06-2019, 13 31 04.jpg 


Locations of Non-conformity (one floorplan per page) 
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Location 


Please See 
Plan - Flats 
A4 and F6. 


Who is 
responsible 


Statutory 
requirement 
for the 
Client 


By When 


23/09/2019 


Page 25 of 34 


Level 6 plan 
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Level 8 plan 
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11272077 


Ref 


Sub 
Section 


NR- 
49- 
198-3 


Date 


Question 


Do the fire 
resisting door 
sets meet the 
appropriate 
standard? 


SECTION 4. ARCHIVE: 


Non-conformity 


Excessive threshold gaps were 
identified on the fire doors at the 
time of the assessment. Some of 
the gaps at the edges of the doors 
are more than 3mm. 


Notes 


ction has been 


Recommendation 


The site management are 
aware of the fire door issues 
and improvement works are 
planned to take place on the 
fire doors. 
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Location 


Who is 
responsible 


Please See | Statutory 


Plan - 


requirement 


Throughout | for the 


the block. 


Client 


Author 


By When 


23/09/2019 
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Photo 18-06-2019, 13 29 39.jpg Photo 18-06-2019, 13 30 04.jpg 


Bi 


Photo 18-06-2019, 13 41 12.jpg Photo 18-06-2019, 13 52 12.jpg 


Locations of Non-conformity (one floorplan per page) 
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Level 6 plan 


Copyright FCS-Live Ltd 2022 Page 30 of 34 


Level 7 plan 
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CTION 4. ARCHIVE: Action has been archived 


Sub 


Sariion Question 


Is there an 
adequate 
method for 
raising the 
11272081 alarm and 
detecting a 
fire present 
in the 
premises? 


Non-conformity 


The premises are 
provided with an 
L1 fire detection 
and alarm system 
however there 
are parts of the 
premises where 
automatic 
detection is 
missing. 


Who is 


Recommendation Location responsible 


An L1 standard of alarm system requires that the 
means of escape, all habitable rooms, all stores, 
plant rooms, boiler rooms, tank rooms, electrical 
cupboards and roof voids must be covered by 
automatic detection. The plan identifies areas where 
detection is missing and must be installed. The 
automatic detection must be installed by a 
competent fire alarm engineer to BS 5839. The 
additional detectors must be linked to the buildings 
main fire alarm system. 


Please See 
Plan - 
Corridor 
electrical 
cupboards. 


Statutory 
requirement 
for the 
Client 


23/09/2019 


Notes Author 


165502 27 Jun 2019 This has been raised as a defect and is under revi ith the building contractor to rectify 


Photo 18-06-2019, 13 26 24.jpg 


Photo 18-06-2019, 13 29 21.jpg 


Locations of Non-conformity (one floorplan per page) 
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Level 8 plan 
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SECTION 5: LOG BOOK 
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ar 
© 
FIRE RISK 


North 


Fire Risk Assessment 


Carried out on behalf of 
University of Sheffield - Windgather 
On the 
18 Jun 2019 
By 
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FIRE RISK ASSESSMENT GUIDANCE NOTES 


This Fire Risk Assessment has been compiled and formulated as required by the Regulatory Reform (Fire Safety) Order 2005, The Fire Safety (Scotland) 
Regulations 2006, The Fire & Rescue Services (NI) Order 2006 and The Fire Precautions (Workplace) Regulations (Northern Ireland Only). It has been 
constructed to be used as a tool for the safe management of a work place. 


To use the Risk Assessment effectively follow the points below:- 


1. 


2. 
3. 


Read the risk summary as a snap shot of the premises on the day of the Fire Risk Assessment. Recommendations from the Action Plan may have 
already been implemented by the time you read this. 

The Risk Assessment is broken into the following twelve sections. 

The Action Plan is the observations and recommendations of the Fire Assessor using their competence and experience to ensure the most 
pragmatic approach is applied to all significant findings. 


a. Read the Action Plan in its entirety as some actions may have an impact on other recommendations. 
b. Once the recommended action has been completed, the responsible person must sign and date the page relating to the non conformity this will 
then be automatically stored in the Archive Section which provides an audit trail. 


. It is essential that the Fire Log Book is maintained by the Responsible Person, to ensure that all tests, maintenance, practice drills and periods of 


instruction are recorded. If used as designed, this will then prove to be an invaluable Management tool. 

If there are any material changes to the structure, layout, use of the building, type of business or changes in the number of staff then a new Fire 
Risk Assessment must be carried out.The Fire Risk Assessment should be reviewed by a competent person by the review date or at such earlier 
time as there is reason to suspect that it is no longer valid or there have been significant changes to the premises, the occupancy or its use. It 
is recommended to have a review carried out annually to ensure all fire safety measures and practices are being adhered to. 
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SECTION 1:MANAGEMENT OVERVIEW - RISK ASSESSMENT 


Building Id 
10031812 

Assessment Id 
10044075 


Address 

University of Sheffield - Windgather 
14 Endcliffe Avenue 

Sheffield 

S10 3EA 


Responsible Person 
University of Sheffield 


Article 5(3) Persons 


Telephone 


This Risk Assessment was carried out on 18 Jun 2019 and the assessor has stated that this building cannot be below Medium risk. 


Building Details: Live Fire Log Book Next Due Date 


jAssesso: Risk Assessment 22/12/2022 
Checked By: Date: 24/06/2019 Fire Drill Records held off-site 
Validated By: Date: 25/06/2019 Fire extinguisher maintenance: Records held off-site 


Emergency Lighting Service —_ Records held off-site 


Area: 1800m2 Fire Safety Training Records held off-site 


Description of Property 


Windgather is a large building housing 268 rooms for student accommodation. It is a horseshoe shaped building constructed on a hillside which results 
in various storey heights. 


eee 
| 
| 
—C‘(‘ ‘C(‘CC.C(C«s4s; 


Communal circulation areas, including kitchens, store cupboards, service cupboards, cycle store, plant rooms and external areas. 


This Risk Assessment was carried out on 18 Jun 2019 and 
this property was considered a Medium risk property. 0 0 0 
Actions required | Actions required {Immediate 
next service visit | within 30 days actions required 


To view actions outstanding click here 
History of Incidents 
None reported. 
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Risk Assessors Summary 


This fire risk assessment (FRA) is a review of the last fire risk assessment that was carried out in January 2018 and an overall view of the building in its 
current state at the time of our survey. EE «of Engie is the person who assisted during our survey. It will need confirming if J is the 
Article 18 nominated competent person as per the requirement under the Regulatory Reform (Fire Safety) Order 2005, or an alternative name will need 
adding to this document. The fire risk assessor was not made aware of any current or pending enforcement notices from the local fire and rescue service. 
The fire risk assessment is for the communal and landlord areas. The student’s flats/bedrooms were not accessed by the risk assessor and are not 
covered within the scope of this assessment. The occupancy number for the block is based on 1 person sleeping in each flat/bedroom. The main hazards 
in the buildings current occupied state, are the kitchens and the electrical appliances used in them. All students should be reminded of the dangers of 
leaving combustible items too close to a heat source. A proactive approach should be taken by the landlord and management team if they find any fire 
safety issues. There is a no smoking policy in force throughout the block, no evidence regarding smoking inside the building was found at the time of the 
assessment. All staff should assist in monitoring any illicit smoking within this or other blocks on the campus. Students should be reminded of the 
importance of the fire doors throughout the block. It is recommended that the stickers reminding students to keep fire doors shut (on the bottom of the 
fire doors) are re-located to head height. It is recommended that when the building is not in use, that all electrical appliances not required to be left 
switched on, are switched off until required. Persons at risk are students and any visitors, cleaning staff and contractors. All staff are given fire safety 
information for the blocks as part of an induction. All visitors and contractors are also required to complete an induction which covers the actions to be 
taken in the event of a fire. One of the main issues previously raised was (and still is) the standard of the existing fire doors. The main issues are the 
fitting of the doors into the frames, as they not meet the required standard. This is usually due to excessive gaps at the threshold, between double doors 
opening into service shafts, and gaps between single doors and the door frames. had previously reached an 
agreement with the original builders (Lend Lease) and it was anticipated that modifications and improvement to the existing doors could have been 
completed within approximately six to nine months. However, it is advised that this work has only just commenced. It is recommended that a full fire door 
survey is carried out on completion of these works. 

Another previous issue raised related to the identification and rectification of fire stopping issues. Identification labels are now in place showing where 
passive fire protection has been installed. It has been previously documented that the automatic fire detection and alarm system installation does not 
appear to fully meet BS5839 Part 1 with the recommendation of an L1 Category, discussions are still ongoing. The area of concern is the electrical riser 
cupboards on each level. The building has fire extinguishers installed throughout, however it is not practical to train students in the use of them, 
consideration may be required to discuss the installation of water misting fire extinguishers instead, as these offer a safer alternative than using Co2 type 
extinguishers. This is purely a recommendation only. The Engie management team confirmed to the fire risk assessor that there is a PPM program in place 
for all of the properties across the estate. A software program (Maximo 7.5) is used to manage the testing and planned maintenance. The following 
systems and equipment/tests are managed by the software — periodic electrical tests (hard wire), portable appliance testing of kitchen equipment 
provided (e.g. kettle, microwave and toaster), gas boilers, fire alarm systems, emergency lighting, fire dampers, automatic opening windows, lightning 
protection, fire door checks and disabled refuge system. The Engie team confirmed that all weekly, monthly, bi-annual and annual checks are carried out 
as required. Due to the size of the estate and number of building, there is a rolling program in place for the PPM. There are paper and electronic records 
kept in the Engie office. To avoid duplication, the 'Live' log book within this assessment has not been utilised. No servicing records were viewed at time of 
survey. Some of the test stickers on the front of the electrical consumer units show that the periodic testing is overdue. confirmed to the 
risk assessor that all of the electrical installations across the site have been inspected within the last 5 years. The test stickers should be updated to 
show the due date of the next inspection. The weekly test of the fire alarm is carried out by Engie who also check the operation of automatic closing fire 
doors at that time and ensure that the doors locked electronically and unlock on operation of the alarm. A fire and security engineer, employed by Engie, 
is permanently on site and carries out annual servicing of the alarm system on each block in rotation. In addition, the engineer also checks and maintains 
the refuge communication facility. Engie also test the emergency lighting on a monthly basis and carry out any repairs required. June is the emergency 
lighting annual duration test, and this is carried out, in house, on all blocks during this month. The location of all fire dampers (2218 across the whole 
campus) are known and these receive annual testing and maintenance, various rectification recommendations have been made on last year’s inspection 
and are still outstanding at present. The university operates a full evacuation procedure (Simultaneous evacuation), which is suitable for this type of 
occupancy and building. This is in line with the buildings Fire Strategy. Although the frequency of fire drills and the level of staff training are not the 
responsibility of Engie, it is considered relevant to include information regarding this, and other fire procedures such as evacuation for persons with 
mobility issues. Fire drills are carried out by University on or around «Gach year. They maintain records of evacuations and associated fire 
marshal training. With regard to the evacuation of persons with disabilities, Personal Emergency Evacuation Plans (PEEPs) are formulated by the 
University. Students are asked, when applying for accommodation, if they have any disability issues so University can provide suitable accommodation or 
provide equipment such as vibrating pillows etc or ensuring that they are accommodated in rooms with strobe lighting linked to the fire alarm. With regard 
to students with mobility issues, they will be accommodated in ground floor accommodation provided the University is made aware of their requirements. 
The University's current procedure ensures that there are very few students with mobility issues on upper level accommodation. The general fire 
procedure for the University is that, on operation of the alarm system, a signal showing the alarm location will be sent to the Campus Control, which is off 
site. Campus Control has wireless and land line communication with the University Security who are on call 24 hours a day. Security will respond to the 
location of the alarm to confirm if it is a genuine signal or otherwise. Campus Control will then summon the fire service using the 999 system. This is in 
addition to the fire procedure when a student could phone 999 independently on discovery of fire. The Engie management team informed the risk assessor 
on 03/06/2019 that there are private fire hydrants in some areas the campus, but that they are the responsibility of Sheffield University. Any private 
hydrants should be checked annually to ensure that water is available. Suitable signage should be provided to assist the fire service. 
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It is important to consider all relevant persons that use the premises. This will include persons that use the building on a day to day basis such as staff or 
residents but also any persons that visit the premises on temporary basis such as visitor or contractors. Particular care should be taken to identify any risks 
to vulnerable persons such as those with disabilities or young persons. 


Action 


Sub Section Question Answer Plan 


Status 
01 - Young Are young persons in the Young persons are present and the Responsible Person has completed a risk Compliant 
Persons premises? assessment of the premises and risks present. 

02- Persons with Are persons with special needs Persons with special needs are present and the Responsible Person has Compliant 
Special Needs in the premises? completed a Personal Emergency Evacuation Plan (PEEP). 

03 - Members of Are members of the public Members of the public are present and the Responsible Person has suitable Compliant 
the Public present in the premises? and sufficient policies and procedures in place. 


04 - Occupancy Is the occupancy level for the The occupancy capacity, width of escape routes and exits appear to be Compliant 
Numbers premises acceptable? sufficient. 


05 - Lone Working § Are there areas where Lone working takes place, there are suitable and sufficient procedures in Compliant 
relevant persons are isolated? _ place. 


The premises is assessed to identify all potential ignition sources that may be the cause of a fire. Examples of Ignition sources can be any heat generating 
equipment such as portable heaters, cooking equipment and power tools. Fixed installations and portable electrical equipment can also be an ignition source 
if they are misused or not maintained. Naked flames and equipment that generates sparks must be strictly controlled. 


Sub Section Question Answer pay Status 


01 - Heating - Gas and Are all heating appliances correctly All appliances are correctly installed and adequately Compliant 
Electric - including installed, adequately protected and maintained. 
Portables maintained? 


02 - Electrical Services Are all electrical installations and All electrical installations and appliances are correctly Compliant 


appliances correctly installed and installed and adequately maintained. 
maintained? 


03 - Lightning Protection Is lightning protection provided for the A lightning protection system has been installed, the Compliant 
building? system is being periodically inspected and maintained. 


04 - Miscellaneous Are potential sources of ignition Potential sources of ignition present are adequately Compliant 
adequately controlled? controlled. 


In order for a fire to develop the presence of fuel is required. By managing the quantity, type and location of combustible materials the risk of a fire 
developing can be greatly reduced. The storage of combustible materials within the escape routes or places of high fire risk such as boiler rooms or 
electrical cupboards must be prevented. 

Action 


Sub Section Question Answer Plan Status 


o1- Are house keeping arrangements The storage arrangements for combustible materials are iE Non_Compliant 
Housekeeping satisfactory? inadequate. 


The fire protection of the building is required to ensure that fire is unable to spread and also to prevent premature collapse in the event of fire. It means 
that the occupants can safely exit the premises without undue risk, whilst it is not perceived that any building should be sacrificed it is always possible to 
avoid the loss of the premises. 


Sub Section Question Answer 


01 - Are the fire resisting and separating walls and floors in good The fire resisting walls and floors appear to Compliant 
Structural condition? be of an acceptable standard. 
Elements 


Are the lifts contained within protected shafts? The lifts are contained within a protected Compliant 
shaft. 


03 - Are the escalators, chutes, ducts and pipes contained within The services are contained within Compliant 
Protected protected shafts? protected shafts. 
Shafts 


04 - Are the concealed spaces or cavities protected with suitable cavity The cavity barriers appear to be Compliant 
Concealed barriers? acceptable. 

Spaces - 

Cavities 

05 - Are the stairways within the building required for means of escape The stairways are enclosed throughout Compliant 
Protected adequately enclosed with fire resisting construction? their height to an acceptable standard. 

Stairways 


06 - Higher Are areas of higher risk and places of special fire hazard sufficiently The high risk areas and places of special Compliant 
Risk Areas separated from the remainder of the building by fire resisting fire hazard are adequately separated with 
construction? fire resisting construction. 


07 - Surface Are the materials used to line walls and ceilings of the correct The materials lining the walls and ceilings Compliant 
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Spread of 
Flame 


surface spread of flame classification in accordance with the 
Approved Document B of the Building Regulations? 


are deemed to be of an acceptable 
standard. 


05 - Means of Escape 


To ensure a safe escape the escape routes must be protected from smoke, heat and flames. The distance that occupants have to travel must also be 
regulated to ensure that the distance people have to travel to safety is within the prescribed guidelines. 


Sub Section 


01 - Means of 
Escape for the 
Disabled 


02 - Premises 
that are multi- 
occupied 


Question 


Are there adequate arrangements for the evacuation of 
disabled people? 


Are the escape routes for all the building occupants 
acceptable? 


Answer 


The evacuation arrangements for disabled 
people are considered adequate. 


The premises are multi-occupancy and the 
means of escape from each occupancy is 
considered satisfactory. 


Status 


Compliant 


Compliant 


03 - Escape 
routes and travel 
distances from 
within a storey 


04 - Occupancy 
Numbers 


Are the escape routes sufficient in number and travel 
distance from any point within the floor area to the 
nearest storey exit, having due regard to the layout of 
walls, partitions and fittings within current guidance? 


Is the occupancy level for the premises acceptable? 


The travel distance to the nearest storey 
exit is within current guidance. 


The occupancy capacity and width of 
escape routes and exits appear to be 
sufficient. 


Compliant 


Compliant 


05 - Protected 
Corridors 


Are the protected corridors suitable and sufficient to allow 
the occupants to reach a storey exit safely? 


All protected corridors are adequate to 
allow the occupants to reach a storey exit 
safely. 


Compliant 


06 - Escape from 
Inner Rooms 


Is the escape from inner rooms acceptable? 


No risk from inner room situations present. 


N/A 


07 - 
Accommodation 
Lifts and 
Stairways 


Are the accommodation lifts and or stairways positioned 
so that they do not impact on the escape routes from 
upper floors? 


The position of accommodation lifts and or 
stairways is such that they do not 
prejudice the escape from upper floors. 


Compliant 


08 - Protected 
Stairways 


Do the protected stairways offer sufficient and suitable 
protection to ensure the safe escape of all occupants? 


Sufficient and protected stairways have 
been provided to ensure safe escape of all 
the occupants. 


Compliant 


09 - External 
Stairways 


10 - Escape 
Route across a 
flat roof 


Is the external stairways provision sufficient and does it 
afford suitable protection to the occupants to ensure 
their safe escape? 


Is the escape route across a flat roof acceptable? 


No external stairways were present. 


Flat roofs do not form part of the escape 
route. 


N/A 


N/A 


11 - Fire- 
resisting doors 


12 - Fire- 
resisting 
partitions 


Do the fire resisting door sets meet the appropriate 
standard? 


Are the fire resisting partitions present installed and 
maintained to the appropriate standards? 


Excessive threshold gaps were identified 
on the fire doors at the time of the 
assessment. Some of the gaps at the 
edges of the doors are more than 3mm. 


The fire resisting partitions within the 
building are constructed and maintained to 
an appropriate standard. 


Non_Compliant 


Compliant 


13 - General 
Doors 


Are the doors required to form part of the escape route in 
an emergency? 


All the doors required to form part of the 
escape route are in good working order 


and are capable of being used effectively. 


Compliant 


06 - Fire-fighting Equipment 


Fixed and portable firefighting equipment can be used to good effect and minimize damage to the premises. If a fire has been detected in its early stages 
fighting the fire in these early stages will contain its growth and reduce hazards to the occupants such as smoke and heat as well as minimising potential 
financial loss to the business and the impact on jobs. 


Sub Section 


Question 


01 - Portable 
Equipment 


Are there sufficient quantities of portable fire- 
fighting equipment provided, correctly sited and sited. 
adequately maintained? 


The portable fire-fighting equipment is not correctly Non_Compliant 


01 - Portable Are there sufficient quantities of portable fire- There is insufficient portable fire-fighting equipment A Non_Compliant 
Equipment fighting equipment provided, correctly sited and provided. The Co2 extinguisher from the entrance lobby 

adequately maintained? to blocks G & H is missing. 
02 - Fixed Are the fixed fire-fighting installations correctly There is no requirement for a fixed fire-fighting N/A 
Fire-Fighting installed, adequately maintained and appropriate — installation at this premises. 


Installations for the risk? 


07 - Fire Detection and Warning 


It is essential for the safe evacuation of building occupants that they have been made aware of a fire incident as soon as possible. This will allow the Fire 
Service to be contacted in the early stages of the fire and most importantly all the occupants should have left the building to a place of safety before the 
fire has had the chance to take a hold. It is vital that any early warning and detection system be installed and maintained to British Standards. 
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Sub Section Question Answer Status 


01 - Fire Detection Is there an adequate method for raising The premises are provided with an L1 fire detection and Non_Compliant 
and Warning the alarm and detecting a fire present in alarm system however there are parts of the premises 
System Provision the premises? where automatic detection is missing. 


02 - Fire Alarm Is the fire alarm system routinely tested, The fire alarm system is routinely tested, inspected and Compliant 
Maintainence inspected and maintained in accordance maintained in accordance with current guidance. 
with current guidance? 


08 - Emergency Lighting 


If the conventional lighting system fails in a building, an emergency lighting system may be required. The emergency lighting system should indicate the 
safe routes to and through the escape exits from the premises including any changes of direction or level en-route. It can also be used to illuminate fire 
alarm call points, refuges and firefighting appliances. 


Action 


Sub Section Question Answer Plan Status 
O01 - The Is there an adequate method for illuminating It appears that the installed emergency lighting system will Compliant 
Emergency the escape route and safety equipment in provide sufficient illumination (visual observation only, a 
Lighting System the premises? physical test was not completed). 
02 - Maintenance Is the emergency lighting system routinely The emergency lighting system is routinely tested, Compliant 
of Emergency tested, inspected and maintained in inspected and maintained in accordance with current 
Lighting Systems accordance with current guidance? guidance. 


09 - Firefighters Provisions 


As required under the Regulatory Reform (Fire Safety) Order 2005, The Fire Safety (Scotland) Regulations 2006, The Fire & Rescue Services (NI) Order 2006 
and The Fire Precautions (Workplace) Regulations (Northern Ireland Only) consideration must be made to the effects of a fire in any given building to the 
Fire Service. Safety of the fire crews and their operational needs such as access, water supplies and building information must be reviewed and be made 
available for the Fire Service for consideration. 


Sub Section Question 
01 - Access Have reasonable facilities and access for firefighters and Facilities and access for firefighters and fire appliances Compliant 
for Fire fire appliances been provided to aid the protection of are available and adequate. 
Fighting life? 
02 - Have all reasonable measures and arrangements been All reasonable measures and arrangements for the Compliant 
Firefighter made to safeguard firefighting personnel in a fire safety of firefighting personnel in a fire situation are in 
Safety situation? place. 
03 - Water Are water supplies adequately provided to assist There is adequate hydrant provision of adequate Compliant 
Supplies firefighting personnel in their firefighting tasks? diameter in close proximity to the premises. 
04 - Rising Are rising mains adequately provided to assist firefighting N/A 
Mains personnel in their firefighting tasks? 


10 - Management 


Providing all of the elements of the fire safety plan (of which the fire risk assessment form just part) are adhered to, then the safe evacuation of all the 
occupants is then likely to be successful. If however the management of the fire safety plan is not adhered to the fire safety provisions may be seriously 
compromised. 

Action 


Sub Section Question Answer Plan Status 
01 - Are management and employees fully aware of | Management and employees are fully aware of the fire safety Compliant 
Management _ the fire safety features provided and their features provided and their purposes. 

purpose? 
02 - Staff Have employees received appropriate fire All employees have received the appropriate fire safety Compliant 
Training safety awareness training? awareness training. 
03 - Are house keeping arrangements satisfactory? The housekeeping arrangements appear to be of an acceptable Compliant 
Housekeeping standard. 
04 - Arson Are adequate measures in place to control risk © Adequate arson control measures are in place. Compliant 

of fire due to arson? 
05 - Smoking Is a suitable 'no smoking’ policy in place? An adequate "no smoking" policy is in place in accordance with Compliant 
Policy current legislation and company policy. 
06 - Has the premises been subject to an inspection The premises have been subject to an inspection by the Compliant 
Legislation by the Enforcing Authority? Enforcing Authority and a satisfactory letter of compliance has 

been issued. 


11 - Signs and Signals 


Research has shown that members of the public may become confused and disorientated in the event of a fire. To save confusion which can jeopardise 
building occupants escape all safety signs should be installed and conform to Signs and Safety Signals Regulations. 


Sub Section Question Answer 
01 - Provision of Fire Are there adequate and suitable fire safety signs and notices Fire safety signs and notices are Compliant 
safety Signs and displayed in the appropriate places throughout the premises? provided to the appropriate 
Notices standards. 
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12 - Effects on the Environment 


A further requirement under the Regulatory Reform (Fire Safety) Order 2005, The Fire Safety (Scotland) Regulations 2006, The Fire & Rescue Services (NI) 
Order 2006 and The Fire Precautions (Workplace) Regulations (Northern Ireland Only) is that consideration must be made to the effects of a fire in any 
given building to the environment. The spread of fire to adjacent properties, the risks posed by the smoke from the materials contained within the building if 
affected by fire and if the water used for firefighting needs to be contained to protect the water course. 


Sub Section Question Answer eae Status 
01 - Has the Responsible Person considered the effects to The Responsible Person has made adequate arrangements Compliant 
Adjacent adjacent buildings that might be caused by a fire on to mitigate any damage to the adjacent properties from a 
Properties the site? fire on the site. 

02 - Has the building's Responsible Person considered the The Responsible Person has made arrangements to Compliant 
Immediate effects to the environment that might be caused by a_ mitigate any damage to the environment from a fire on 
Surroundings fire on the site? the site. 
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SECTION 3: ACTION PLAN 


SECTION 4. ARCHIVE: Action has been archived 


SECTION 4: ARCHIVE 


Ref — Question — 5 Recommendation Location — = By When 
Section conformity responsible 


Are house keeping The escape The items obstructing the Please See Plan - F5 Statutory 
11272070 arrangements route is escape route must be removed | corridor, G6 and G4 requirement for | 02/07/2019 
satisfactory? obstructed. immediately. corridors. the Client 


Ref Date Notes 


165472 27 Jun 2019 Items removed 
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Photo 18-06-2019, 13 02 04.jpg Photo 18-06-2019, 13 10 05.jpg 


Photo 18-06-2019, 13 12 36.jpg 


Locations of Non-conformity (one floorplan per page) 
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Level 6 floor plan 
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Level 7 floor plan 
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Level 8 floor plan 
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SECTION 4. ARCHIVE: Action has been archi 


Sub 


Sarton Question Non-conformity Recommendation Location — 


responsible 


Ref By When 


Are there sufficient There is insufficient Additional equipment must be range 
quantities of portable portable fire-fighting provided in the positions indicated Statutory 
11272072 | A fire-fighting equipment | equipment provided. The on the plan by a competent 


a requirement 

provided, correctly Co2 extinguisher from the | person in accordance with BS oe for the 5 ad Ct. 
sited and adequately entrance lobby to blocks 5306-8. Fit a 2kg Co2 extinguisher sr G Client 

maintained? G & H is missing. in the lobby. RH 


Ref Notes Author 


Photo 18-06-2019, 13 08 31.jpg 


Locations of Non-conformity (one floorplan per page) 
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Level 3 floor plan 
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Sub 


Ref Section 


11272068 | L 


Ref 


Question 


Are house 
keeping 


arrangements 
satisfactory? 


SECTION 4. ARCHIVE: Action has been archived 


Non-conformity 


The storage 
arrangements for 
combustible materials 
are inadequate. 


Recommendation 


Ensure adequate storage areas are 
provided and that housekeeping 
within these areas is of an acceptable 
standard. 


Notes 


Location 


Who is 
responsible 


Please See Plan - | Statutory 


Level 3 plant 


requirement 


room (Block A & for the 


B side). 
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Client 


Author 


By When 


25/07/2019 
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Photo 18-06-2019, 12 22 25.jpg Photo 18-06-2019, 12 22 30.jpg 


Photo 18-06-2019, 12 22 40.jpg 


Locations of Non-conformity (one floorplan per page) 
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Level 3 floor plan 
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SECTION 4. ARCHIVE: Action has been archived 


oak Question Non-conformity Recommendation Location es 


By When 


Section responsible 


Do the fire Excessive threshold gaps The site management are aware of 
resisting were identified on the fire the fire door issues and improvement 
door sets doors at the time of the works are planned to take place on 
meet the assessment. Some of the the fire doors. Also, many of the doors Kars aaa for the 25/07/2019 
appropriate gaps at the edges of the do not automatically close into their buildin Client 

standard? doors are more than 3mm. frame. 9- 


Please See Statutory 


NR- Plan - requi a 


11272069 


Action Status Notes: 
Ref Date Notes Author 


Photo 18-06-2019, 12 26 46.jpg Photo 18-06-2019, 12 27 08.jpg 
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Photo 18-06-2019, 12 28 37.jpg Photo 18-06-2019, 12 35 30.jpg 


Photo 18-06-2019, 12 55 27.jpg Photo 18-06-2019, 13 11 52.jpg 
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Photo 18-06-2019, 12 28 45.jpg 


Locations of Non-conformity (one floorplan per page) 
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Level 4 floor plan 
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Level 5 floor plan 
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Level 7 floor plan 
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Level 8 floor plan 
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SECTION 4. ARCHIVE: Action has been archived 


— uestion sess 
Section we conformity 


The 


Ref Recommendation 


portable The equipment is to be sited in accordance 
quantities of portable fire-fighting with BS 5306-8 and must be either wall- 

11272071 | c fire-fighting equipment equipment mounted with the handle no more than 1.0 
provided, correctly paaen metres (heavier than 4kg) 1.5 metres (up to 
sited and adequately and including 4kg in weight) above the floor or 


maintained? correctly on a designated stand. 
sited. 


Are there sufficient 


Ref Notes Author 


Photo 18-06-2019, 12 22 34.jpg 


Locations of Non-conformity (one floorplan per page) 
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Location 


Please See 
Plan - 
Level 3 
plant room 
(near 
blocks 
A&B) 


Who is 


responsible By When 


Statutory 
requirement 
for the 
Client 


23/09/2019 


Page 27 of 31 


Level 3 floor plan 
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SECTION 4. ARCHIVE: Action has been archived 


Sub . E - - Who is 
Ref Sariion Question Non-conformity Recommendation Location responsible By When 


The premises are | An L1 standard of alarm system requires that the 

provided with an means of escape, all habitable rooms, all stores, 

L1 fire detection plant rooms, boiler rooms, tank rooms, electrical Please See 

and alarm system | cupboards and roof voids must be covered by Plan - All Statutory 
however there automatic detection. The plan identifies areas where | electrical requirement 
are parts of the detection is missing and must be installed. The cupboards | for the 
premises where automatic detection must be installed by a throughout | Client 
automatic competent fire alarm engineer to BS 5839. The the block. 

detection is additional detectors must be linked to the buildings 

missing. main fire alarm system. 


Is there an 
adequate 
method for 
NR- raising the 
11272073 | 51- alarm and 
204-1 | detecting a 
fire present 
in the 
premises? 


23/09/2019 


Author 
165477 27 Jun 2019 This has been raised as a defect and i i i ilding contractor to rectify a’ 


Photo 18-06-2019, 12 26 18.jpg Photo 18-06-2019, 12 30 14.jpg 


Locations of Non-conformity (one floorplan per page) 
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Level 8 floor plan 
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SECTION 5: LOG BOOK 
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ar 
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FIRE RISK 


North 


Fire Risk Assessment 


Carried out on behalf of 
University of Sheffield - Yarncliffe A-B 
On the 
07 Jun 2019 
By 
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FIRE RISK ASSESSMENT GUIDANCE NOTES 


This Fire Risk Assessment has been compiled and formulated as required by the Regulatory Reform (Fire Safety) Order 2005, The Fire Safety (Scotland) 
Regulations 2006, The Fire & Rescue Services (NI) Order 2006 and The Fire Precautions (Workplace) Regulations (Northern Ireland Only). It has been 
constructed to be used as a tool for the safe management of a work place. 


To use the Risk Assessment effectively follow the points below:- 


1. 


2. 
3. 


Read the risk summary as a snap shot of the premises on the day of the Fire Risk Assessment. Recommendations from the Action Plan may have 
already been implemented by the time you read this. 

The Risk Assessment is broken into the following twelve sections. 

The Action Plan is the observations and recommendations of the Fire Assessor using their competence and experience to ensure the most 
pragmatic approach is applied to all significant findings. 


a. Read the Action Plan in its entirety as some actions may have an impact on other recommendations. 
b. Once the recommended action has been completed, the responsible person must sign and date the page relating to the non conformity this will 
then be automatically stored in the Archive Section which provides an audit trail. 


. It is essential that the Fire Log Book is maintained by the Responsible Person, to ensure that all tests, maintenance, practice drills and periods of 


instruction are recorded. If used as designed, this will then prove to be an invaluable Management tool. 

If there are any material changes to the structure, layout, use of the building, type of business or changes in the number of staff then a new Fire 
Risk Assessment must be carried out.The Fire Risk Assessment should be reviewed by a competent person by the review date or at such earlier 
time as there is reason to suspect that it is no longer valid or there have been significant changes to the premises, the occupancy or its use. It 
is recommended to have a review carried out annually to ensure all fire safety measures and practices are being adhered to. 
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SECTION 1:MANAGEMENT OVERVIEW - RISK ASSESSMENT 


Building Id 
10031628 

Assessment Id 
10043759 


Address 

University of Sheffield - Yamcliffe A-B 
14 Endcliffe Avenue 

Sheffield 

$10 3EA 


Responsible Person 
University of Sheffield 


Article 5(3) Persons 
SE 
Telephone 

ps 2] 


This Risk Assessment was carried out on 07 Jun 2019 and the assessor has stated that this building cannot be below Medium risk. 


Building Details: Live Fire Log Book Next Due Date 


jAssessor 
= : 7 : 
E 74 ighti i 
?: No 


| Fire Alarm Service Records held off-site | 
| Emergency Lighting Service Records held off-site | 


Description of Property 
The building is approximately 10 years old. Traditional brick construction in part with some timber facia and external rendering. 


Communal circulation areas, including kitchens, store cupboards, service cupboards, plant room and external areas. 
This Risk Assessment was carried out on 07 Jun 2019 and 
this property was considered a Medium risk property. ee ee ee ee eee 


Actions required | Actions required |lmmediate 
next service visit | within 30 days actions required 


To view actions outstanding click here 


History of Incidents 


None reported 
Risk Assessors Summary 


This fire risk assessment (FRA) is a review of the last fire risk assessment that was carried out in January 2018 and an overall view of the building in its 
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current state at the time of our survey. ENN «of Engie is the person who assisted during our survey. It will need confirming if J is the 
Article 18 nominated competent person as per the requirement under the Regulatory Reform (Fire Safety) Order 2005, or an alternative name will need 
adding to this document. The fire risk assessor was not made aware of any current or pending enforcement notices from the local fire and rescue service. 
The fire risk assessment is for the communal and landlord areas. The student’s flats/bedrooms were not accessed by the risk assessor and are not 
covered within the scope of this assessment. The occupancy number for the block is based on 1 person sleeping in each flat/bedroom. The main hazards 
in the buildings current occupied state, are the kitchens and the electrical appliances used in them. All students should be reminded of the dangers of 
leaving combustible items too close to a heat source. A proactive approach should be taken by the landlord and management team if they find any fire 
safety issues. There is a no smoking policy in force throughout the block, no evidence regarding smoking inside the building was found at the time of the 
assessment. All staff should assist in monitoring any illicit smoking within this or other blocks on the campus. Students should be reminded of the 
importance of the fire doors throughout the block. It is recommended that the stickers reminding students to keep fire doors shut (on the bottom of the 
fire doors) are re-located to head height. It is recommended that when the building is not in use, that all electrical appliances not required to be left 
switched on, are switched off until required. Persons at risk are students and any visitors, cleaning staff and contractors. All staff are given fire safety 
information for the blocks as part of an induction. All visitors and contractors are also required to complete an induction which covers the actions to be 
taken in the event of a fire. One of the main issues previously raised was (and still is) the standard of the existing fire doors. The main issues are the 
fitting of the doors into the frames, as they not meet the required standard. This is usually due to excessive gaps at the threshold, between double doors 
opening into service shafts, and gaps between single doors and the door frames. had previously reached an 
agreement with the original builders (Lend Lease) and it was anticipated that modifications and improvement to the existing doors could have been 
completed within approximately six to nine months. However, it is advised that this work has only just commenced. It is recommended that a full fire door 
survey is carried out on completion of these works. 

Another previous issue raised related to the identification and rectification of fire stopping issues. Identification labels are now in place showing where 
passive fire protection has been installed. It has been previously documented that the automatic fire detection and alarm system installation does not 
appear to fully meet BS5839 Part 1 with the recommendation of an L1 Category, discussions are still ongoing. The area of concern is the electrical riser 
cupboards on each level. The building has fire extinguishers installed throughout, however it is not practical to train students in the use of them, 
consideration may be required to discuss the installation of water misting fire extinguishers instead, as these offer a safer alternative than using Co2 type 
extinguishers. This is purely a recommendation only. The Engie management team confirmed to the fire risk assessor that there is a PPM program in place 
for all of the properties across the estate. A software program (Maximo 7.5) is used to manage the testing and planned maintenance. The following 
systems and equipment/tests are managed by the software - periodic electrical tests (hard wire), portable appliance testing of kitchen equipment 
provided (e.g. kettle, microwave and toaster), gas boilers, fire alarm systems, emergency lighting, fire dampers, automatic opening windows, lightning 
protection, fire door checks and disabled refuge system. The Engie team confirmed that all weekly, monthly, bi-annual and annual checks are carried out 
as required. Due to the size of the estate and number of building, there is a rolling program in place for the PPM. There are paper and electronic records 
kept in the Engie office. To avoid duplication, the 'Live' log book within this assessment has not been utilised. No servicing records were viewed at time of 
survey. Some of the test stickers on the front of the electrical consumer units show that the periodic testing is overdue. i confirmed to the 
risk assessor that all of the electrical installations across the site have been inspected within the last 5 years. The test stickers should be updated to 
show the due date of the next inspection. The weekly test of the fire alarm is carried out by Engie who also check the operation of automatic closing fire 
doors at that time and ensure that the doors locked electronically and unlock on operation of the alarm. A fire and security engineer, employed by Engie, 
is permanently on site and carries out annual servicing of the alarm system on each block in rotation. In addition, the engineer also checks and maintains 
the refuge communication facility. Engie also test the emergency lighting on a monthly basis and carry out any repairs required. June is the emergency 
lighting annual duration test, and this is carried out, in house, on all blocks during this month. The location of all fire dampers (2218 across the whole 
campus) are known and these receive annual testing and maintenance, various rectification recommendations have been made on last year’s inspection 
and are still outstanding at present. The university operates a full evacuation procedure (Simultaneous evacuation), which is suitable for this type of 
occupancy and building. This is in line with the buildings Fire Strategy. Although the frequency of fire drills and the level of staff training are not the 
responsibility of Engie, it is considered relevant to include information regarding this, and other fire procedures such as evacuation for persons with 
mobility issues. Fire drills are carried out by University on or around each year. They maintain records of evacuations and associated fire 
marshal training. With regard to the evacuation of persons with disabilities, Personal Emergency Evacuation Plans (PEEPs) are formulated by the 
University. Students are asked, when applying for accommodation, if they have any disability issues so University can provide suitable accommodation or 
provide equipment such as vibrating pillows etc or ensuring that they are accommodated in rooms with strobe lighting linked to the fire alarm. With regard 
to students with mobility issues, they will be accommodated in ground floor accommodation provided the University is made aware of their requirements. 
The University's current procedure ensures that there are very few students with mobility issues on upper level accommodation. The general fire 
procedure for the University is that, on operation of the alarm system, a signal showing the alarm location will be sent to the Campus Control, which is off 
site. Campus Control has wireless and land line communication with the University Security who are on call 24 hours a day. Security will respond to the 
location of the alarm to confirm if it is a genuine signal or otherwise. Campus Control will then summon the fire service using the 999 system. This is in 
addition to the fire procedure when a student could phone 999 independently on discovery of fire. The Engie management team informed the risk assessor 
on 03/06/2019 that there are private fire hydrants in some areas the campus, but that they are the responsibility of Sheffield University. Any private 
hydrants should be checked annually to ensure that water is available. Suitable signage should be provided to assist the fire service. 
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It is important to consider all relevant persons that use the premises. This will include persons that use the building on a day to day basis such as staff or 
residents but also any persons that visit the premises on temporary basis such as visitor or contractors. Particular care should be taken to identify any risks 
to vulnerable persons such as those with disabilities or young persons. 


Sub Section Question Answer —— Status 


01 - Young Are young persons in the Young persons are present and the Responsible Person has completed a risk Compliant 
Persons premises? assessment of the premises and risks present. 

02- Persons with Are persons with special needs Persons with special needs are present and the Responsible Person has Compliant 
Special Needs in the premises? completed a Personal Emergency Evacuation Plan (PEEP). 

03 - Members of Are members of the public Members of the public are present and the Responsible Person has suitable Compliant 
the Public present in the premises? and sufficient policies and procedures in place. 


04 - Occupancy Is the occupancy level for the The occupancy capacity, width of escape routes and exits appear to be Compliant 
Numbers premises acceptable? sufficient. 


05 - Lone Working Are there areas where Lone working takes place, there are suitable and sufficient procedures in Compliant 
relevant persons are isolated? _ place. 


The premises is assessed to identify all potential ignition sources that may be the cause of a fire. Examples of Ignition sources can be any heat generating 
equipment such as portable heaters, cooking equipment and power tools. Fixed installations and portable electrical equipment can also be an ignition source 
if they are misused or not maintained. Naked flames and equipment that generates sparks must be strictly controlled. 


Sub Section Question Answer — Status 


Plan 
01 - Heating - Gas and Are all heating appliances correctly All appliances are correctly installed and adequately Compliant 
Electric - including installed, adequately protected and maintained. 
Portables maintained? 


02 - Electrical Services Are all electrical installations and All electrical installations and appliances are correctly Compliant 


appliances correctly installed and installed and adequately maintained. 
maintained? 


03 - Lightning Protection Is lightning protection provided for the A lightning protection system has been installed, the Compliant 
building? system is being periodically inspected and maintained. 


04 - Miscellaneous Are potential sources of ignition Potential sources of ignition present are adequately Compliant 
adequately controlled? controlled. 


In order for a fire to develop the presence of fuel is required. By managing the quantity, type and location of combustible materials the risk of a fire 
developing can be greatly reduced. The storage of combustible materials within the escape routes or places of high fire risk such as boiler rooms or 
electrical cupboards must be prevented. 


Sub Section Question Answer Action Plan Status 
01 - Housekeeping Are house keeping arrangements satisfactory? Housekeeping arrangements appear to be satisfactory. Compliant 


The fire protection of the building is required to ensure that fire is unable to spread and also to prevent premature collapse in the event of fire. It means 


that the occupants can safely exit the premises without undue risk, whilst it is not perceived that any building should be sacrificed it is always possible to 
avoid the loss of the premises. 


Sub Section Question Answer ite Status 
01 - Are the fire resisting and separating walls and floors in good The fire resisting walls and floors appear to Compliant 
Structural condition? be of an acceptable standard. 
Elements 

Are the lifts contained within protected shafts? The lifts are contained within a protected Compliant 

shaft. 

03 - Are the escalators, chutes, ducts and pipes contained within The services are contained within Compliant 
Protected protected shafts? protected shafts. 
Shafts 
04 - Are the concealed spaces or cavities protected with suitable cavity The cavity barriers appear to be Compliant 
Concealed barriers? acceptable. 
Spaces - 
Cavities 
05 - Are the stairways within the building required for means of escape The stairways are enclosed throughout Compliant 
Protected adequately enclosed with fire resisting construction? their height to an acceptable standard. 
Stairways 
06 - Higher Are areas of higher risk and places of special fire hazard sufficiently The high risk areas and places of special Compliant 
Risk Areas separated from the remainder of the building by fire resisting fire hazard are adequately separated with 

construction? fire resisting construction. 
07 - Surface Are the materials used to line walls and ceilings of the correct The materials lining the walls and ceilings Compliant 
Spread of surface spread of flame classification in accordance with the are deemed to be of an acceptable 
Flame Approved Document B of the Building Regulations? standard. 
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05 - Means of Escape 


To ensure a safe escape the escape routes must be protected from smoke, heat and flames. The distance that occupants have to travel must also be 
regulated to ensure that the distance people have to travel to safety is within the prescribed guidelines. 


Sub Section 


01 - Means of 
Escape for the 
Disabled 


02 - Premises 
that are multi- 
occupied 


Question 


Are there adequate arrangements for the evacuation of 


disabled people? 


Are the escape routes for all the building occupants 


acceptable? 


Answer 


The evacuation arrangements for disabled 
people are considered adequate. 


The premises are multi-occupancy and the 
means of escape from each occupancy is 
considered satisfactory. 


Status 


Compliant 


Compliant 


03 - Escape 
routes and travel 
distances from 
within a storey 


04 - Occupancy 
Numbers 


Are the escape routes sufficient in number and travel 
distance from any point within the floor area to the 
nearest storey exit, having due regard to the layout of 
walls, partitions and fittings within current guidance? 


Is the occupancy level for the premises acceptable? 


The travel distance to the nearest storey 
exit is within current guidance. 


The occupancy capacity and width of 
escape routes and exits appear to be 
sufficient. 


Compliant 


Compliant 


05 - Protected 
Corridors 


Are the protected corridors suitable and sufficient to allow 


the occupants to reach a storey exit safely? 


All protected corridors are adequate to 
allow the occupants to reach a storey exit 
safely. 


Compliant 


06 - Escape from 
Inner Rooms 

07 - 
Accommodation 
Lifts and 
Stairways 


Is the escape from inner rooms acceptable? 


Are the accommodation lifts and or stairways positioned 
so that they do not impact on the escape routes from 


upper floors? 


No risk from inner room situations present. 


The position of accommodation lifts and or 
stairways is such that they do not 
prejudice the escape from upper floors. 


N/A 


Compliant 


08 - Protected 
Stairways 


Do the protected stairways offer sufficient and suitable 
protection to ensure the safe escape of all occupants? 


Sufficient and protected stairways have 
been provided to ensure safe escape of all 
the occupants. 


Compliant 


09 - External 
Stairways 


Is the external stairways provision sufficient and does it 
afford suitable protection to the occupants to ensure 


their safe escape? 


No external stairways were present. 


N/A 


10 - Escape 
Route across a 
flat roof 


Is the escape route across a flat roof acceptable? 


Flat roofs do not form part of the escape 
route. 


N/A 


11 - Fire- 
resisting doors 


12 - Fire- 
resisting 
partitions 
13 - General 
Doors 


Do the fire resisting door sets meet the appropriate 


standard? 


Are the fire resisting partitions present installed and 


maintained to the appropriate standards? 


Are the doors required to form part of the escape route in 


an emergency? 


Excessive threshold gaps were identified 
on the fire doors at the time of the 
assessment. Some of the gaps at the 
edges of the doors are more than 3mm. 


The fire resisting partitions within the 
building are constructed and maintained to 
an appropriate standard. 


All the doors required to form part of the 
escape route are in good working order 
and are capable of being used effectively. 


Non_Compliant 


Compliant 


Compliant 


06 - Fire-fighting Equipment 


Fixed and portable firefighting equipment can be used to good effect and minimize damage to the premises. If a fire has been detected in its early stages 
fighting the fire in these early stages will contain its growth and reduce hazards to the occupants such as smoke and heat as well as minimising potential 
financial loss to the business and the impact on jobs. 


Sub Section 


01 - Portable 
Equipment 


Question 


Are there sufficient quantities of portable fire-fighting 
equipment provided, correctly sited and adequately 


maintained? 


Answer 


The provision, siting and maintenance of 


portable fire-fighting equipment is suitable and 


sufficient. 


Action 
Plan 


Status 


Compliant 


02 - Fixed Fire- 
Fighting 
Installations 


Are the fixed fire-fighting installations correctly installed, 
adequately maintained and appropriate for the risk? 


There is no requirement for a fixed fire-fighting 


installation at this premises. 


N/A 


07 - Fire Detection and Warning 


It is essential for the safe evacuation of building occupants that they have been made aware of a fire incident as soon as possible. This will allow the Fire 
Service to be contacted in the early stages of the fire and most importantly all the occupants should have left the building to a place of safety before the 
fire has had the chance to take a hold. It is vital that any early warning and detection system be installed and maintained to British Standards. 
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Sub Section Question Answer Status 


01 - Fire Detection 
and Warning 
System Provision 


Is there an adequate method for raising The premises are provided with an L1 fire detection and 
the alarm and detecting a fire present in| alarm system however there are parts of the premises 
the premises? where automatic detection is missing. 


Non_Compliant 


02 - Fire Alarm 
Maintainence 


Is the fire alarm system routinely tested, The fire alarm system is routinely tested, inspected and 
inspected and maintained in accordance maintained in accordance with current guidance. 
with current guidance? 


08 - Emergency Lighting 


If the conventional lighting system fails in a building, an emergency lighting system may be required. The emergency lighting system should indicate the 
safe routes to and through the escape exits from the premises including any changes of direction or level en-route. It can also be used to illuminate fire 
alarm call points, refuges and firefighting appliances. 


Compliant 


Action 


Sub Section Plan 


Answer Status 


Question 


O01 - The Is there an adequate method for illuminating It appears that the installed emergency lighting system will Compliant 
Emergency the escape route and safety equipment in provide sufficient illumination (visual observation only, a 

Lighting System the premises? physical test was not completed). 

02 - Maintenance Is the emergency lighting system routinely The emergency lighting system is routinely tested, Compliant 


of Emergency 
Lighting Systems 


tested, inspected and maintained in 
accordance with current guidance? 


inspected and maintained in accordance with current 
guidance. 


09 - Firefighters Provisions 


As required under the Regulatory Reform (Fire Safety) Order 2005, The Fire Safety (Scotland) Regulations 2006, The Fire & Rescue Services (NI) Order 2006 
and The Fire Precautions (Workplace) Regulations (Northern Ireland Only) consideration must be made to the effects of a fire in any given building to the 
Fire Service. Safety of the fire crews and their operational needs such as access, water supplies and building information must be reviewed and be made 
available for the Fire Service for consideration. 


Sub Section 


Question 


01 - Access Have reasonable facilities and access for firefighters and Facilities and access for firefighters and fire appliances Compliant 


for Fire fire appliances been provided to aid the protection of are available and adequate. 

Fighting life? 

02 - Have all reasonable measures and arrangements been All reasonable measures and arrangements for the Compliant 
Firefighter made to safeguard firefighting personnel in a fire safety of firefighting personnel in a fire situation are in 

Safety situation? place. 

03 - Water Are water supplies adequately provided to assist There is adequate hydrant provision of adequate Compliant 
Supplies firefighting personnel in their firefighting tasks? diameter in close proximity to the premises. 

04 - Rising Are rising mains adequately provided to assist firefighting N/A 
Mains personnel in their firefighting tasks? 


10 - Management 


Providing all of the elements of the fire safety plan (of which the fire risk assessment form just part) are adhered to, then the safe evacuation of all the 
occupants is then likely to be successful. If however the management of the fire safety plan is not adhered to the fire safety provisions may be seriously 
compromised. 


Sub Section Question Answer Status 


01 - Are management and employees 

Management _ fully aware of the fire safety 
features provided and their 
purpose? 


Management and employees are fully aware of the fire safety 
features provided and their purposes. 


Compliant 


02 - Staff 
Training 


Have employees received 
appropriate fire safety awareness 
training? 


All employees have received the appropriate fire safety awareness 
training. 


Compliant 


03 - 
Housekeeping 


Are house keeping arrangements 
satisfactory? 


The housekeeping arrangements appear to be of an acceptable 
standard. 


Compliant 


04 - Arson 


Are adequate measures in place to 
control risk of fire due to arson? 


The front entrance door to the block was unlocked at the time of 
the assessment. This is due to the green break glass unit having 
been pressed. This allows any persons to enter the block. 


Non_Compliant 


05 - Smoking Is a suitable 'no smoking' policy in An adequate "no smoking" policy is in place in accordance with Compliant 
Policy place? current legislation and company policy. 

06 - Has the premises been subject to The premises have been subject to an inspection by the Enforcing Compliant 
Legislation an inspection by the Enforcing Authority and a satisfactory letter of compliance has been issued. 


Authority? 


11 igns and Signals 


Research has shown that members of the public may become confused and disorientated in the event of a fire. To save confusion which can jeopardise 


building occupants escape all safety signs should be installed and conform to Signs and Safety Signals Regulations. 


Sub Section 
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01 - Provision of Fire Are there adequate and suitable fire safety signs and notices Fire safety signs and notices are Compliant 
safety Signs and displayed in the appropriate places throughout the premises? provided to the appropriate 
Notices standards. 


12 - Effects on the Environment 


A further requirement under the Regulatory Reform (Fire Safety) Order 2005, The Fire Safety (Scotland) Regulations 2006, The Fire & Rescue Services (NI) 
Order 2006 and The Fire Precautions (Workplace) Regulations (Northern Ireland Only) is that consideration must be made to the effects of a fire in any 
given building to the environment. The spread of fire to adjacent properties, the risks posed by the smoke from the materials contained within the building if 
affected by fire and if the water used for firefighting needs to be contained to protect the water course. 


Sub Section Question Answer 

o1- Has the Responsible Person considered the effects to The Responsible Person has made adequate arrangements Compliant 
Adjacent adjacent buildings that might be caused by a fire on to mitigate any damage to the adjacent properties from a 

Properties the site? fire on the site. 

02 - Has the building's Responsible Person considered the The Responsible Person has made arrangements to Compliant 
Immediate effects to the environment that might be caused by a__ mitigate any damage to the environment from a fire on 

Surroundings fire on the site? the site. 
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SECTION 3: ACTION PLAN 
SECTION 4: ARCHIVE 


SECTION 4. ARCHIVE: Action has been archived 


— Question aoe 
Section conformity 


Ref 
Are house keeping The escape 
11257707 arrangements 
satisfactory? 


route is 
obstructed. 


Photo 07-06-2019, 11 26 26.jpg 


Who is 
responsible 
Statutory 


requirement for 
the Client 


Recommendation Location 
The items obstructing the escape | Please See Plan - 
route must be removed A4 and Al 
immediately. corridors 


By When 


20/06/2019 


Locations of Non-conformity (one floorplan per page) 
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3rd Floor Plan 
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Sub 
Section 


NR- 
11257706 | 49- 


Ref 


Question 


Do the fire 
resisting door sets 
meet the 
appropriate 
standard? 


SECTION 4. ARCHIVE: Action has been archived 


Non-conformity Recommendation 


The fire door leading from the lift A suitable contractor 
lobby to flat A2 is broken and will not | should repair or replace 


allow the door to automatically close | the latch to allow the 


into the frame. 


Notes 


door to close. 


Author 
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Location 


Please See 
Plan - Main 
door to flat 
A2 


Who is 
responsible 


Statutory 
requirement 
for the 
Client 


By When 


13/07/2019 
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Photo 07-06-2019, 11 33 10.jpg 


Locations of Non-conformity (one floorplan per page) 
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1st Floor Plan 
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Sub 
Section 


NR- 
11257705 | 49- 


Ref 


Question 


Do the fire 
resisting door 


sets meet the 
appropriate 
standard? 


Photo 07-06-2019, 11 25 35.jpg 


CTION 4. ARCHIVE: Action has been archived 


Non-conformity Recommendation 


Excessive threshold 


gaps were The site management are 


identified on the fire doors at the aware of the fire door issues 
time of the assessment. Some of and improvement works are 
the gaps at the edges of the doors | planned to take place on the 


are more than 3mm. 


fire doors. 


Notes 


Photo 07-06-2019, 11 25 38.jpg 
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Location 


Please See 
Plan - 
Throughout 
the block 


Who is 


responsible 


By When 


Statutory 


requirement 


for the 
Client 


11/09/2019 


Author 
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Photo 07-06-2019, 11 28 36.jpg Photo 07-06-2019, 11 32 40.jpg 


Photo 07-06-2019, 11 31 23.jpg 


Locations of Non-conformity (one floorplan per page) 
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2nd Floor Plan 
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3rd Floor Plan 
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Sub 


Ref Section 


Question 


Is there an 
adequate 
method for 
NR- raising the 
11257708 | 51- alarm and 
204-2 | detecting a 
fire present 
in the 
premises? 


Ref Date 


162370 11 Jun 2019 This has been raised as a defect and i 


Photo 07-06-2019, 11 24 35.jpg 


Non-conformity 


The premises are 
provided with an 
L1 fire detection 
and alarm system 
however there 
are parts of the 
premises where 
automatic 
detection is 
missing. 


SECTION 4. ARCHIVE: Action has been archived 


Who is 


Recommendation Location responsible 


By When 


An L1 standard of alarm system requires that the 

means of escape, all habitable rooms, all stores, 

plant rooms, boiler rooms, tank rooms, electrical Please See 

cupboards and roof voids must be covered by Plan - All Statutory 
automatic detection. The plan identifies areas where | electrical requirement 
detection is missing and must be installed. The cupboards | for the 
automatic detection must be installed by a throughout | Client 
competent fire alarm engineer to BS 5839. The the block. 

additional detectors must be linked to the buildings 

main fire alarm system. 


11/09/2019 


Author 


Photo 07-06-2019, 11 26 41.jpg 


Locations of Non-conformity (one floorplan per page) 
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1st Floor Plan 
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2nd Floor Plan 
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3rd Floor Plan 
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4th Floor Plan 
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Sub 


Ref Section 


Question 


Are 
adequate 
measures in 
11257709 place to 
control risk 
of fire due 
to arson? 


Photo 07-06-2019, 11 23 03.jpg 


SECTION 4. ARCHIVE: Action has been archived 


Non-conformity 


The front entrance door to the 
block was unlocked at the time 
of the assessment. This is due 
to the green break glass unit 
having been pressed. This allows 
any persons to enter the block. 


Locations of Non-conformity (one floorplan per page) 


Recommendation 


Whilst it is very difficult for Engie and 
Sheffield University to prevent the 
green break glass units being pressed, 
regular checks should be made and 
where required, the units should be 
reset to lock the entrance door. 


Author 
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Location 


Please 
See Plan 
- Front 
entrance 
door 


Who is 
responsible 


By When 


11/09/2019 


Page 25 of 27 


Ground Floor Plan 
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By 
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FIRE RISK ASSESSMENT GUIDANCE NOTES 


This Fire Risk Assessment has been compiled and formulated as required by the Regulatory Reform (Fire Safety) Order 2005, The Fire Safety (Scotland) 
Regulations 2006, The Fire & Rescue Services (NI) Order 2006 and The Fire Precautions (Workplace) Regulations (Northern Ireland Only). It has been 
constructed to be used as a tool for the safe management of a work place. 


To use the Risk Assessment effectively follow the points below:- 


1. 


2. 
3. 


Read the risk summary as a snap shot of the premises on the day of the Fire Risk Assessment. Recommendations from the Action Plan may have 
already been implemented by the time you read this. 

The Risk Assessment is broken into the following twelve sections. 

The Action Plan is the observations and recommendations of the Fire Assessor using their competence and experience to ensure the most 
pragmatic approach is applied to all significant findings. 


a. Read the Action Plan in its entirety as some actions may have an impact on other recommendations. 
b. Once the recommended action has been completed, the responsible person must sign and date the page relating to the non conformity this will 
then be automatically stored in the Archive Section which provides an audit trail. 


. It is essential that the Fire Log Book is maintained by the Responsible Person, to ensure that all tests, maintenance, practice drills and periods of 


instruction are recorded. If used as designed, this will then prove to be an invaluable Management tool. 

If there are any material changes to the structure, layout, use of the building, type of business or changes in the number of staff then a new Fire 
Risk Assessment must be carried out.The Fire Risk Assessment should be reviewed by a competent person by the review date or at such earlier 
time as there is reason to suspect that it is no longer valid or there have been significant changes to the premises, the occupancy or its use. It 
is recommended to have a review carried out annually to ensure all fire safety measures and practices are being adhered to. 
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SECTION 1:MANAGEMENT OVERVIEW - RISK ASSESSMENT 


Building Id 
10031629 

Assessment Id 
10043760 


Address 

University of Sheffield - Yamcliffe C-E 
14 Endcliffe Avenue 

Sheffield 

$10 3EA 


Responsible Person 
University of Sheffield 


Article 5(3) Persons 
SS 
Telephone 
poe 2 


This Risk Assessment was carried out on 07 Jun 2019 and the assessor has stated that this building cannot be below Medium risk. 


Building Details: Live Fire Log Book Next Due Date 


jAssesso: Risk Assessment 21/12/2022 
Checked By Date: 10/06/2019 Fire Drill Records held off-site 
Validated By Date: 13/06/2019 Fire extinguisher maintenance: Records held off-site 


Emergency Lighting Service Records held off-site 


Description of Property 
The building is approximately 10 years old. Traditional brick construction in part with some timber facia and external rendering. 


5 0 
a, 
ee, 
| as caamaacaacacaaacacmmcaaaaaa 
——SESESE=L—SSE 
SSS = _5' 
| 


Communal circulation areas, including kitchens, store cupboards, service cupboards, plant room and external areas. 


This Risk Assessment was carried out on 07 Jun 2019 and 
this property was considered a Medium risk property. 0 0 0 
Actions required | Actions required {Immediate 
next service visit | within 30 days actions required 


To view actions outstanding click here 


History of Incidents 


None reported 
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Risk Assessors Summary 


This fire risk assessment (FRA) is a review of the last fire risk assessment that was carried out in January 2018 and an overall view of the building in its 
current state at the time of our survey. «of Engie is the person who assisted during our survey. It will need confirming if J is the 
Article 18 nominated competent person as per the requirement under the Regulatory Reform (Fire Safety) Order 2005, or an alternative name will need 
adding to this document. The fire risk assessor was not made aware of any current or pending enforcement notices from the local fire and rescue service. 
The fire risk assessment is for the communal and landlord areas. The student’s flats/bedrooms were not accessed by the risk assessor and are not 
covered within the scope of this assessment. The occupancy number for the block is based on 1 person sleeping in each flat/bedroom. The main hazards 
in the buildings current occupied state, are the kitchens and the electrical appliances used in them. All students should be reminded of the dangers of 
leaving combustible items too close to a heat source. A proactive approach should be taken by the landlord and management team if they find any fire 
safety issues. There is a no smoking policy in force throughout the block, no evidence regarding smoking inside the building was found at the time of the 
assessment. All staff should assist in monitoring any illicit smoking within this or other blocks on the campus. Students should be reminded of the 
importance of the fire doors throughout the block. It is recommended that the stickers reminding students to keep fire doors shut (on the bottom of the 
fire doors) are re-located to head height. It is recommended that when the building is not in use, that all electrical appliances not required to be left 
switched on, are switched off until required. Persons at risk are students and any visitors, cleaning staff and contractors. All staff are given fire safety 
information for the blocks as part of an induction. All visitors and contractors are also required to complete an induction which covers the actions to be 
taken in the event of a fire. One of the main issues previously raised was (and still is) the standard of the existing fire doors. The main issues are the 
fitting of the doors into the frames, as they not meet the required standard. This is usually due to excessive gaps at the threshold, between double doors 
opening into service shafts, and gaps between single doors and the door frames. had previously reached an 
agreement with the original builders (Lend Lease) and it was anticipated that modifications and improvement to the existing doors could have been 
completed within approximately six to nine months. However, it is advised that this work has only just commenced. It is recommended that a full fire door 
survey is carried out on completion of these works. 

Another previous issue raised related to the identification and rectification of fire stopping issues. Identification labels are now in place showing where 
passive fire protection has been installed. It has been previously documented that the automatic fire detection and alarm system installation does not 
appear to fully meet BS5839 Part 1 with the recommendation of an L1 Category, discussions are still ongoing. The area of concern is the electrical riser 
cupboards on each level. The building has fire extinguishers installed throughout, however it is not practical to train students in the use of them, 
consideration may be required to discuss the installation of water misting fire extinguishers instead, as these offer a safer alternative than using Co2 type 
extinguishers. This is purely a recommendation only. The Engie management team confirmed to the fire risk assessor that there is a PPM program in place 
for all of the properties across the estate. A software program (Maximo 7.5) is used to manage the testing and planned maintenance. The following 
systems and equipment/tests are managed by the software - periodic electrical tests (hard wire), portable appliance testing of kitchen equipment 
provided (e.g. kettle, microwave and toaster), gas boilers, fire alarm systems, emergency lighting, fire dampers, automatic opening windows, lightning 
protection, fire door checks and disabled refuge system. The Engie team confirmed that all weekly, monthly, bi-annual and annual checks are carried out 
as required. Due to the size of the estate and number of building, there is a rolling program in place for the PPM. There are paper and electronic records 
kept in the Engie office. To avoid duplication, the 'Live' log book within this assessment has not been utilised. No servicing records were viewed at time of 
survey. Some of the test stickers on the front of the electrical consumer units show that the periodic testing is overdue. J confirmed to the 
risk assessor that all of the electrical installations across the site have been inspected within the last 5 years. The test stickers should be updated to 
show the due date of the next inspection. The weekly test of the fire alarm is carried out by Engie who also check the operation of automatic closing fire 
doors at that time and ensure that the doors locked electronically and unlock on operation of the alarm. A fire and security engineer, employed by Engie, 
is permanently on site and carries out annual servicing of the alarm system on each block in rotation. In addition, the engineer also checks and maintains 
the refuge communication facility. Engie also test the emergency lighting on a monthly basis and carry out any repairs required. June is the emergency 
lighting annual duration test, and this is carried out, in house, on all blocks during this month. The location of all fire dampers (2218 across the whole 
campus) are known and these receive annual testing and maintenance, various rectification recommendations have been made on last year’s inspection 
and are still outstanding at present. The university operates a full evacuation procedure (Simultaneous evacuation), which is suitable for this type of 
occupancy and building. This is in line with the buildings Fire Strategy. Although the frequency of fire drills and the level of staff training are not the 
responsibility of Engie, it is considered relevant to include information regarding this, and other fire procedures such as evacuation for persons with 
mobility issues. Fire drills are carried out by University on or around each year. They maintain records of evacuations and associated fire 
marshal training. With regard to the evacuation of persons with disabilities, Personal Emergency Evacuation Plans (PEEPs) are formulated by the 
University. Students are asked, when applying for accommodation, if they have any disability issues so University can provide suitable accommodation or 
provide equipment such as vibrating pillows etc or ensuring that they are accommodated in rooms with strobe lighting linked to the fire alarm. With regard 
to students with mobility issues, they will be accommodated in ground floor accommodation provided the University is made aware of their requirements. 
The University's current procedure ensures that there are very few students with mobility issues on upper level accommodation. The general fire 
procedure for the University is that, on operation of the alarm system, a signal showing the alarm location will be sent to the Campus Control, which is off 
site. Campus Control has wireless and land line communication with the University Security who are on call 24 hours a day. Security will respond to the 
location of the alarm to confirm if it is a genuine signal or otherwise. Campus Control will then summon the fire service using the 999 system. This is in 
addition to the fire procedure when a student could phone 999 independently on discovery of fire. The Engie management team informed the risk assessor 
on 03/06/2019 that there are private fire hydrants in some areas the campus, but that they are the responsibility of Sheffield University. Any private 
hydrants should be checked annually to ensure that water is available. Suitable signage should be provided to assist the fire service. 
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SECTION 2: RISK ASSESSMENT 


01 - Persons at Risk 


It is important to consider all relevant persons that use the premises. This will include persons that use the building on a day to day basis such as staff or 
residents but also any persons that visit the premises on temporary basis such as visitor or contractors. Particular care should be taken to identify any risks 
to vulnerable persons such as those with disabilities or young persons. 


Action 


Sub Section Question Answer Plan Status 
01 - Young Are young persons in the Young persons are present and the Responsible Person has completed a risk Compliant 
Persons premises? assessment of the premises and risks present. 
02- Persons with Are persons with special needs Persons with special needs are present and the Responsible Person has Compliant 
Special Needs in the premises? completed a Personal Emergency Evacuation Plan (PEEP). 
03 - Members of Are members of the public Members of the public are present and the Responsible Person has suitable Compliant 
the Public present in the premises? and sufficient policies and procedures in place. 
04 - Occupancy Is the occupancy level for the The occupancy capacity, width of escape routes and exits appear to be Compliant 
Numbers premises acceptable? sufficient. 
05 - Lone Working § Are there areas where Lone working takes place, there are suitable and sufficient procedures in Compliant 


relevant persons are isolated? _ place. 


02 - Sources of Ignition 


The premises is assessed to identify all potential ignition sources that may be the cause of a fire. Examples of Ignition sources can be any heat generating 
equipment such as portable heaters, cooking equipment and power tools. Fixed installations and portable electrical equipment can also be an ignition source 
if they are misused or not maintained. Naked flames and equipment that generates sparks must be strictly controlled. 


Sub Section Question Answer 


01 - Heating - Gas and Are all heating appliances correctly All appliances are correctly installed and adequately Compliant 
Electric - including installed, adequately protected and maintained. 
Portables maintained? 


02 - Electrical Services Are all electrical installations and All electrical installations and appliances are correctly Compliant 


appliances correctly installed and installed and adequately maintained. 
maintained? 


03 - Lightning Protection Is lightning protection provided for the A lightning protection system has been installed, the Compliant 
building? system is being periodically inspected and maintained. 


04 - Miscellaneous Are potential sources of ignition Potential sources of ignition present are adequately Compliant 
adequately controlled? controlled. 


03 - Sources of Fuel 


In order for a fire to develop the presence of fuel is required. By managing the quantity, type and location of combustible materials the risk of a fire 
developing can be greatly reduced. The storage of combustible materials within the escape routes or places of high fire risk such as boiler rooms or 
electrical cupboards must be prevented. 


Sub Section Question Answer Action Plan Status 
01 - Housekeeping Are house keeping arrangements satisfactory? Housekeeping arrangements appear to be satisfactory. Compliant 


04 - Construction 


The fire protection of the building is required to ensure that fire is unable to spread and also to prevent premature collapse in the event of fire. It means 
that the occupants can safely exit the premises without undue risk, whilst it is not perceived that any building should be sacrificed it is always possible to 
avoid the loss of the premises. 


Sub Section Question 
01 - Are the fire resisting and separating walls and floors in good The fire resisting walls and floors appear to Compliant 
Structural condition? be of an acceptable standard. 
Elements 
02 - Lift Are the lifts contained within protected shafts? The lifts are contained within a protected Compliant 
Shafts shaft. 
03 - Are the escalators, chutes, ducts and pipes contained within The services are contained within Compliant 
Protected protected shafts? protected shafts. 
Shafts 
04 - Are the concealed spaces or cavities protected with suitable cavity The cavity barriers appear to be Compliant 
Concealed barriers? acceptable. 
Spaces - 
Cavities 
05- Are the stairways within the building required for means of escape The stairways are enclosed throughout Compliant 
Protected adequately enclosed with fire resisting construction? their height to an acceptable standard. 
Stairways 
06 - Higher Are areas of higher risk and places of special fire hazard sufficiently The high risk areas and places of special Compliant 
Risk Areas separated from the remainder of the building by fire resisting fire hazard are adequately separated with 

construction? fire resisting construction. 
07 -Surface Are the materials used to line walls and ceilings of the correct The materials lining the walls and ceilings Compliant 
Spread of surface spread of flame classification in accordance with the are deemed to be of an acceptable 
Flame Approved Document B of the Building Regulations? standard. 
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05 - Means of Escape 


To ensure a safe escape the escape routes must be protected from smoke, heat and flames. The distance that occupants have to travel must also be 
regulated to ensure that the distance people have to travel to safety is within the prescribed guidelines. 


Sub Section 


01 - Means of 
Escape for the 
Disabled 


02 - Premises 
that are multi- 
occupied 


Question 


Are there adequate arrangements for the evacuation of 
disabled people? 


Are the escape routes for all the building occupants 
acceptable? 


Answer 


The evacuation arrangements for disabled 
people are considered adequate. 


The premises are multi-occupancy and the 
means of escape from each occupancy is 
considered satisfactory. 


Status 


Compliant 


Compliant 


03 - Escape 
routes and travel 
distances from 
within a storey 


04 - Occupancy 
Numbers 


Are the escape routes sufficient in number and travel 
distance from any point within the floor area to the 
nearest storey exit, having due regard to the layout of 
walls, partitions and fittings within current guidance? 


Is the occupancy level for the premises acceptable? 


The travel distance to the nearest storey 
exit is within current guidance. 


The occupancy capacity and width of 
escape routes and exits appear to be 
sufficient. 


Compliant 


Compliant 


05 - Protected 
Corridors 


Are the protected corridors suitable and sufficient to allow 
the occupants to reach a storey exit safely? 


All protected corridors are adequate to 
allow the occupants to reach a storey exit 
safely. 


Compliant 


06 - Escape from 
Inner Rooms 

07 - 
Accommodation 
Lifts and 
Stairways 


Is the escape from inner rooms acceptable? 


Are the accommodation lifts and or stairways positioned 
so that they do not impact on the escape routes from 
upper floors? 


No risk from inner room situations present. 


The position of accommodation lifts and or 
stairways is such that they do not 
prejudice the escape from upper floors. 


N/A 


Compliant 


08 - Protected 
Stairways 


Do the protected stairways offer sufficient and suitable 
protection to ensure the safe escape of all occupants? 


Sufficient and protected stairways have 
been provided to ensure safe escape of all 
the occupants. 


Compliant 


09 - External 
Stairways 


Is the external stairways provision sufficient and does it 
afford suitable protection to the occupants to ensure 
their safe escape? 


The external stairways are sufficiently 
protected to ensure the safe escape of 
occupants. 


Compliant 


10 - Escape 
Route across a 
flat roof 


Is the escape route across a flat roof acceptable? 


Flat roofs do not form part of the escape 
route. 


N/A 


11 - Fire- 
resisting doors 


12 - Fire- 
resisting 
partitions 


Do the fire resisting door sets meet the appropriate 
standard? 


Are the fire resisting partitions present installed and 
maintained to the appropriate standards? 


Excessive threshold gaps were identified 
on the fire doors at the time of the 
assessment. Some of the gaps at the 
edges of the doors are more than 3mm. 


The fire resisting partitions within the 
building are constructed and maintained to 
an appropriate standard. 


Non_Compliant 


Compliant 


13 - General 
Doors 


Are the doors required to form part of the escape route in 
an emergency? 


All the doors required to form part of the 
escape route are in good working order 
and are capable of being used effectively. 


Compliant 


06 - Fire-fighting Equipment 


Fixed and portable firefighting equipment can be used to good effect and minimize damage to the premises. If a fire has been detected in its early stages 
fighting the fire in these early stages will contain its growth and reduce hazards to the occupants such as smoke and heat as well as minimising potential 
financial loss to the business and the impact on jobs. 


Sub Section 


01 - Portable 
Equipment 


02 - Fixed Fire- 
Fighting 
Installations 


Question 


Are there sufficient quantities of portable fire-fighting 
equipment provided, correctly sited and adequately 
maintained? 


Are the fixed fire-fighting installations correctly installed, 
adequately maintained and appropriate for the risk? 


The provision, siting and maintenance of 


portable fire-fighting equipment is suitable and 


sufficient. 


There is no requirement for a fixed fire-fighting 


installation at this premises. 


Compliant 


N/A 


07 - Fire Detection and Warning 


It is essential for the safe evacuation of building occupants that they have been made aware of a fire incident as soon as possible. This will allow the Fire 
Service to be contacted in the early stages of the fire and most importantly all the occupants should have left the building to a place of safety before the 
fire has had the chance to take a hold. It is vital that any early warning and detection system be installed and maintained to British Standards. 


Sub Section 


Question 


Answer 


Status 


01 - Fire Detection Is there an adequate method for raising |The premises are provided with an L1 fire detection and NR- Non_Compliant 
and Warning the alarm and detecting a fire present in alarm system however there are parts of the premises 51- 
System Provision the premises? where automatic detection is missing. 204- 
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eS) 


02 - Fire Alarm Is the fire alarm system routinely tested, The fire alarm system is routinely tested, inspected and Compliant 
Maintainence inspected and maintained in accordance maintained in accordance with current guidance. 
with current guidance? 


08 - Emergency Lighting 


If the conventional lighting system fails in a building, an emergency lighting system may be required. The emergency lighting system should indicate the 
safe routes to and through the escape exits from the premises including any changes of direction or level en-route. It can also be used to illuminate fire 
alarm call points, refuges and firefighting appliances. 


Sub Section Question Answer 
01 - The Is there an adequate method for illuminating It appears that the installed emergency lighting system will Compliant 
Emergency the escape route and safety equipment in provide sufficient illumination (visual observation only, a 
Lighting System the premises? physical test was not completed). 
02 - Maintenance Is the emergency lighting system routinely The emergency lighting system is routinely tested, Compliant 
of Emergency tested, inspected and maintained in inspected and maintained in accordance with current 
Lighting Systems accordance with current guidance? guidance. 


09 - Firefighters Provisions 


As required under the Regulatory Reform (Fire Safety) Order 2005, The Fire Safety (Scotland) Regulations 2006, The Fire & Rescue Services (NI) Order 2006 
and The Fire Precautions (Workplace) Regulations (Northern Ireland Only) consideration must be made to the effects of a fire in any given building to the 
Fire Service. Safety of the fire crews and their operational needs such as access, water supplies and building information must be reviewed and be made 
available for the Fire Service for consideration. 


Sub Section Question Answer 
01 - Access Have reasonable facilities and access for firefighters and Facilities and access for firefighters and fire appliances Compliant 
for Fire fire appliances been provided to aid the protection of are available and adequate. 
Fighting life? 
02 - Have all reasonable measures and arrangements been All reasonable measures and arrangements for the Compliant 
Firefighter made to safeguard firefighting personnel in a fire safety of firefighting personnel in a fire situation are in 
Safety situation? place. 
03 - Water Are water supplies adequately provided to assist There is adequate hydrant provision of adequate Compliant 
Supplies firefighting personnel in their firefighting tasks? diameter in close proximity to the premises. 
04 - Rising Are rising mains adequately provided to assist firefighting N/A 
Mains personnel in their firefighting tasks? 


10 - Management 


Providing all of the elements of the fire safety plan (of which the fire risk assessment form just part) are adhered to, then the safe evacuation of all the 
occupants is then likely to be successful. If however the management of the fire safety plan is not adhered to the fire safety provisions may be seriously 
compromised. 


Sub Section Question Answer Status 


01 - Are management and employees Management and employees are fully aware of the fire safety Compliant 
Management _ fully aware of the fire safety features provided and their purposes. 

features provided and their 

purpose? 
02 - Staff Have employees received All employees have received the appropriate fire safety awareness Compliant 
Training appropriate fire safety awareness training. 

training? 
03 - Are house keeping arrangements The housekeeping arrangements appear to be of an acceptable Compliant 
Housekeeping _ satisfactory? standard. 


04 - Arson Are adequate measures in place to The door to block C does not currently have a lock fitted. This NR- Non_Compliant 
control risk of fire due to arson? allows abybody to enter the block. 54- 
2155 
a 
04 - Arson Are adequate measures in place to The front entrance door to the block was unlocked at the time of NR- Non_Compliant 
control risk of fire due to arson? the assessment. This is due to the green break glass unit having 54- 
been pressed. This allows any persons to enter the block. 205s 
Pe 
05 - Smoking Is a suitable 'no smoking' policy in An adequate "no smoking" policy is in place in accordance with Compliant 
Policy place? current legislation and company policy. 
06 - Has the premises been subject to The premises have been subject to an inspection by the Enforcing Compliant 
Legislation an inspection by the Enforcing Authority and a satisfactory letter of compliance has been issued. 
Authority? 


11 - Signs and Signals 


Research has shown that members of the public may become confused and disorientated in the event of a fire. To save confusion which can jeopardise 
building occupants escape all safety signs should be installed and conform to Signs and Safety Signals Regulations. 


Sub Section Question Answer pn Status 
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01 - Provision of Fire Are there adequate and suitable fire safety signs and notices Fire safety signs and notices are Compliant 
safety Signs and displayed in the appropriate places throughout the premises? provided to the appropriate 
Notices standards. 


12 - Effects on the Environment 


A further requirement under the Regulatory Reform (Fire Safety) Order 2005, The Fire Safety (Scotland) Regulations 2006, The Fire & Rescue Services (NI) 
Order 2006 and The Fire Precautions (Workplace) Regulations (Northern Ireland Only) is that consideration must be made to the effects of a fire in any 
given building to the environment. The spread of fire to adjacent properties, the risks posed by the smoke from the materials contained within the building if 
affected by fire and if the water used for firefighting needs to be contained to protect the water course. 


Action 


Sub Section Question Answer Plan Status 
01 - Has the Responsible Person considered the effects to The Responsible Person has made adequate arrangements Compliant 
Adjacent adjacent buildings that might be caused by a fire on to mitigate any damage to the adjacent properties from a 
Properties the site? fire on the site. 

02 - Has the building's Responsible Person considered the The Responsible Person has made arrangements to Compliant 
Immediate effects to the environment that might be caused by a_ mitigate any damage to the environment from a fire on 
Surroundings fire on the site? the site. 
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SECTION 3: ACTION PLAN 
SECTION 4: ARCHIVE 


SECTION 4. ARCHIVE: Action has been archived 


Sub 
Section 


Ref 
Are house keeping The external area of The materials obstructing Please See 
11257711 | C arrangements the fire exit is the final exit must be Plan - Flat C5 


satisfactory? obstructed. 


Photo 07-06-2019, 10 23 47.jpg 


Question Non-conformity Recommendation Location 


removed. and D2 


Photo 07-06-2019, 10 38 28.jpg 


Who is 
responsible 
Statutory 


requirement for 
the Client 


By When 


20/06/2019 


Locations of Non-conformity (one floorplan per page) 


| 
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1st Floor Plan 
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4th Floor Plan 
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Sub 


Ref Section 


Question 


NR- Are adequate 


11257713 | 54- measures in place to 


control risk of fire 


215-1 | que to arson? 


Ref Notes 


SECTION 4. ARCHIVE: Action has been archi 


Non-conformity Recommendation 


The door to block C does not The magnetic lock 
currently have a lock fitted. should be replace to 


This allows abybody to enter make the entrance door 
the block. secure. 


Author 


Photo 07-06-2019, 10 20 30.jpg 


Locations of Non-conformity (one floorplan per page) 
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Location 


Please See Plan 
- Side entrance 
door to block 
G 


Who is 
responsible 


Statutory 
requirement 
for the 
Client 


By When 


13/07/2019 
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Ground Floor 
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Sub 
Section 


NR- 
11257710 | 49- 


Question 


Do the fire 
resisting door 
sets meet the 
appropriate 
standard? 


SECTION 4. ARCHIVE: Action has been 


Non-conformity Recommendation 


Excessive threshold 


gaps were The site management are 


identified on the fire doors at the aware of the fire door issues 
time of the assessment. Some of and improvement works are 
the gaps at the edges of the doors | planned to take place on the 


are more than 3mm. 


fire doors. 


Notes 


Location 


Please See 
Plan - 
Throughout 
the block. 


Who is 


responsible 


By When 


Statutory 


requirement 


for the 
Client 


11/09/2019 


Author 


Ref Date 
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Photo 07-06-2019, 10 25 23.jpg Photo 07-06-2019, 10 33 15.jpg 


Photo 07-06-2019, 10 33 53.jpg Photo 07-06-2019, 10 35 44.jpg 


Locations of Non-conformity (one floorplan per page) 


Copyright FCS-Live Ltd 2022 Page 16 of 27 


3rd Floor Plan 
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4th Floor Plan 
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Sub 


Ref Section 


Question 


Is there an 
adequate 
method for 
raising the 
11257712 alarm and 
detecting a 
fire present 
in the 
premises? 


Ref 


Photo 07-06-2019, 10 24 14.jpg 


Non-conformity 


The premises are 
provided with an 
L1 fire detection 
and alarm system 
however there 
are parts of the 
premises where 
automatic 
detection is 
missing. 


SECTION 4. ARCHIVE: Action has been archived 


Who is 


: n i i - 
Recommendation Location responsible 


By When 


An L1 standard of alarm system requires that the 
means of escape, all habitable rooms, all stores, 
plant rooms, boiler rooms, tank rooms, electrical 
cupboards and roof voids must be covered by 
automatic detection. The plan identifies areas where 
detection is missing and must be installed. The 
automatic detection must be installed by a 
competent fire alarm engineer to BS 5839. The 
additional detectors must be linked to the buildings 
main fire alarm system. 


Please See 
Plan - 
Electrical 
cupboards 
throughout 


Statutory 
requirement 
for the 
Client 


11/09/2019 


Notes Author 


Photo 07-06-2019, 10 26 13.jpg 


Locations of Non-conformity (one floorplan per page) 
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Ground Floor 
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1st Floor Plan 
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2nd Floor Plan 
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3rd Floor Plan 
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4th Floor Plan 
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CTION 4. ARCHI Action has been archived 


Sub 
Section 


Are 
adequate 
measures in 


Question Non-conformity Recommendation 


The front entrance door to the Whilst it is very difficult for Engie and 
block was unlocked at the time Sheffield University to prevent the 


11257714 place to of the assessment. This is due green break glass units being pressed, 


control risk 
of fire due 
to arson? 


Notes 


Photo 07-06-2019, 10 30 56.jpg 


to the green break glass unit regular checks should be made and 
having been pressed. This allows | where required, the units should be 
any persons to enter the block. reset to lock the entrance door. 


Author 


Locations of Non-conformity (one floorplan per page) 
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Location 


Please 
See Plan 
- Main 
entrna ce 
door to 
blocks D 
&E. 


Who is 
responsible 


Statutory 
requirement 
for the 
Client 


By When 


11/09/2019 
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Ground Floor 
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FIRE RISK ASSESSMENT GUIDANCE NOTES 


This Fire Risk Assessment has been compiled and formulated as required by the Regulatory Reform (Fire Safety) Order 2005, The Fire Safety (Scotland) 
Regulations 2006, The Fire & Rescue Services (NI) Order 2006 and The Fire Precautions (Workplace) Regulations (Northern Ireland Only). It has been 
constructed to be used as a tool for the safe management of a work place. 


To use the Risk Assessment effectively follow the points below:- 


1. 


2. 
3. 


Read the risk summary as a snap shot of the premises on the day of the Fire Risk Assessment. Recommendations from the Action Plan may have 
already been implemented by the time you read this. 

The Risk Assessment is broken into the following twelve sections. 

The Action Plan is the observations and recommendations of the Fire Assessor using their competence and experience to ensure the most 
pragmatic approach is applied to all significant findings. 


a. Read the Action Plan in its entirety as some actions may have an impact on other recommendations. 
b. Once the recommended action has been completed, the responsible person must sign and date the page relating to the non conformity this will 
then be automatically stored in the Archive Section which provides an audit trail. 


. It is essential that the Fire Log Book is maintained by the Responsible Person, to ensure that all tests, maintenance, practice drills and periods of 


instruction are recorded. If used as designed, this will then prove to be an invaluable Management tool. 

If there are any material changes to the structure, layout, use of the building, type of business or changes in the number of staff then a new Fire 
Risk Assessment must be carried out.The Fire Risk Assessment should be reviewed by a competent person by the review date or at such earlier 
time as there is reason to suspect that it is no longer valid or there have been significant changes to the premises, the occupancy or its use. It 
is recommended to have a review carried out annually to ensure all fire safety measures and practices are being adhered to. 
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SECTION 1:MANAGEMENT OVERVIEW - RISK ASSESSMENT 


Building Id 
10031630 

Assessment Id 
10043761 


Address 

University of Sheffield - Yarncliffe F-G 
14 Endcliffe Avenue 

Sheffield 

$10 3EA 


Responsible Person 
University of Sheffield 


Article 5(3) Persons 


Telephone 


This Risk Assessment was carried out on 07 Jun 2019 and the assessor has stated that this building cannot be below Medium risk. 


Building Details: Live Fire Log Book Next Due Date 


Validated By: Date: 13/06/2019 
Number of occupants: 74 | Emergency Lighting Service Records held off-site | 


Communal circulation areas, including kitchens, store cupboards, service cupboards, plant room and external areas. 


This Risk Assessment was carried out on 07 Jun 2019 and 
this property was considered a Medium risk property. 


Actions required | Actions required |Ilmmediate 
next service visit | within 30 days actions required 


To view actions outstanding click here 


History of Incidents 


None reported 


Risk Assessors Summary 


This fire risk assessment (FRA) is a review of the last fire risk assessment that was carried out in January 2018 and an overall view of the building in its 
current state at the time of our survey. of Engie is the person who assisted during our survey. It will need confirming if J is the 
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Article 18 nominated competent person as per the requirement under the Regulatory Reform (Fire Safety) Order 2005, or an alternative name will need 
adding to this document. The fire risk assessor was not made aware of any current or pending enforcement notices from the local fire and rescue service. 
The fire risk assessment is for the communal and landlord areas. The student’s flats/bedrooms were not accessed by the risk assessor and are not 
covered within the scope of this assessment. The occupancy number for the block is based on 1 person sleeping in each flat/bedroom. The main hazards 
in the buildings current occupied state, are the kitchens and the electrical appliances used in them. All students should be reminded of the dangers of 
leaving combustible items too close to a heat source. A proactive approach should be taken by the landlord and management team if they find any fire 
safety issues. There is a no smoking policy in force throughout the block, no evidence regarding smoking inside the building was found at the time of the 
assessment. All staff should assist in monitoring any illicit smoking within this or other blocks on the campus. Students should be reminded of the 
importance of the fire doors throughout the block. It is recommended that the stickers reminding students to keep fire doors shut (on the bottom of the 
fire doors) are re-located to head height. It is recommended that when the building is not in use, that all electrical appliances not required to be left 
switched on, are switched off until required. Persons at risk are students and any visitors, cleaning staff and contractors. All staff are given fire safety 
information for the blocks as part of an induction. All visitors and contractors are also required to complete an induction which covers the actions to be 
taken in the event of a fire. One of the main issues previously raised was (and still is) the standard of the existing fire doors. The main issues are the 
fitting of the doors into the frames, as they not meet the required standard. This is usually due to excessive gaps at the threshold, between double doors 
opening into service shafts, and gaps between single doors and the door frames. had previously reached an 
agreement with the original builders (Lend Lease) and it was anticipated that modifications and improvement to the existing doors could have been 
completed within approximately six to nine months. However, it is advised that this work has only just commenced. It is recommended that a full fire door 
survey is carried out on completion of these works. 

Another previous issue raised related to the identification and rectification of fire stopping issues. Identification labels are now in place showing where 
passive fire protection has been installed. It has been previously documented that the automatic fire detection and alarm system installation does not 
appear to fully meet BS5839 Part 1 with the recommendation of an L1 Category, discussions are still ongoing. The area of concern is the electrical riser 
cupboards on each level. The building has fire extinguishers installed throughout, however it is not practical to train students in the use of them, 
consideration may be required to discuss the installation of water misting fire extinguishers instead, as these offer a safer alternative than using Co2 type 
extinguishers. This is purely a recommendation only. The Engie management team confirmed to the fire risk assessor that there is a PPM program in place 
for all of the properties across the estate. A software program (Maximo 7.5) is used to manage the testing and planned maintenance. The following 
systems and equipment/tests are managed by the software - periodic electrical tests (hard wire), portable appliance testing of kitchen equipment 
provided (e.g. kettle, microwave and toaster), gas boilers, fire alarm systems, emergency lighting, fire dampers, automatic opening windows, lightning 
protection, fire door checks and disabled refuge system. The Engie team confirmed that all weekly, monthly, bi-annual and annual checks are carried out 
as required. Due to the size of the estate and number of building, there is a rolling program in place for the PPM. There are paper and electronic records 
kept in the Engie office. To avoid duplication, the 'Live' log book within this assessment has not been utilised. No servicing records were viewed at time of 
survey. Some of the test stickers on the front of the electrical consumer units show that the periodic testing is overdue. I confirmed to the 
risk assessor that all of the electrical installations across the site have been inspected within the last 5 years. The test stickers should be updated to 
show the due date of the next inspection. The weekly test of the fire alarm is carried out by Engie who also check the operation of automatic closing fire 
doors at that time and ensure that the doors locked electronically and unlock on operation of the alarm. A fire and security engineer, employed by Engie, 
is permanently on site and carries out annual servicing of the alarm system on each block in rotation. In addition, the engineer also checks and maintains 
the refuge communication facility. Engie also test the emergency lighting on a monthly basis and carry out any repairs required. June is the emergency 
lighting annual duration test, and this is carried out, in house, on all blocks during this month. The location of all fire dampers (2218 across the whole 
campus) are known and these receive annual testing and maintenance, various rectification recommendations have been made on last year’s inspection 
and are still outstanding at present. The university operates a full evacuation procedure (Simultaneous evacuation), which is suitable for this type of 
occupancy and building. This is in line with the buildings Fire Strategy. Although the frequency of fire drills and the level of staff training are not the 
responsibility of Engie, it is considered relevant to include information regarding this, and other fire procedures such as evacuation for persons with 
mobility issues. Fire drills are carried out by University on or around «Gach year. They maintain records of evacuations and associated fire 
marshal training. With regard to the evacuation of persons with disabilities, Personal Emergency Evacuation Plans (PEEPs) are formulated by the 
University. Students are asked, when applying for accommodation, if they have any disability issues so University can provide suitable accommodation or 
provide equipment such as vibrating pillows etc or ensuring that they are accommodated in rooms with strobe lighting linked to the fire alarm. With regard 
to students with mobility issues, they will be accommodated in ground floor accommodation provided the University is made aware of their requirements. 
The University's current procedure ensures that there are very few students with mobility issues on upper level accommodation. The general fire 
procedure for the University is that, on operation of the alarm system, a signal showing the alarm location will be sent to the Campus Control, which is off 
site. Campus Control has wireless and land line communication with the University Security who are on call 24 hours a day. Security will respond to the 
location of the alarm to confirm if it is a genuine signal or otherwise. Campus Control will then summon the fire service using the 999 system. This is in 
addition to the fire procedure when a student could phone 999 independently on discovery of fire. The Engie management team informed the risk assessor 
on 03/06/2019 that there are private fire hydrants in some areas the campus, but that they are the responsibility of Sheffield University. Any private 
hydrants should be checked annually to ensure that water is available. Suitable signage should be provided to assist the fire service. 
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It is important to consider all relevant persons that use the premises. This will include persons that use the building on a day to day basis such as staff or 
residents but also any persons that visit the premises on temporary basis such as visitor or contractors. Particular care should be taken to identify any risks 
to vulnerable persons such as those with disabilities or young persons. 


Action 


Sub Section Question Answer Plan 


Status 
01 - Young Are young persons in the Young persons are present and the Responsible Person has completed a risk Compliant 
Persons premises? assessment of the premises and risks present. 


02- Persons with Are persons with special needs Persons with special needs are present and the Responsible Person has Compliant 
Special Needs in the premises? completed a Personal Emergency Evacuation Plan (PEEP). 


03 - Members of Are members of the public Members of the public are present and the Responsible Person has suitable Compliant 
the Public present in the premises? and sufficient policies and procedures in place. 


04 - Occupancy Is the occupancy level for the The occupancy capacity, width of escape routes and exits appear to be Compliant 
Numbers premises acceptable? sufficient. 


05 - Lone Working § Are there areas where Lone working takes place, there are suitable and sufficient procedures in Compliant 
relevant persons are isolated? _ place. 


The premises is assessed to identify all potential ignition sources that may be the cause of a fire. Examples of Ignition sources can be any heat generating 
equipment such as portable heaters, cooking equipment and power tools. Fixed installations and portable electrical equipment can also be an ignition source 
if they are misused or not maintained. Naked flames and equipment that generates sparks must be strictly controlled. 


Sub Section Question Answer pay Status 


01 - Heating - Gas and Are all heating appliances correctly All appliances are correctly installed and adequately Compliant 
Electric - including installed, adequately protected and maintained. 
Portables maintained? 


02 - Electrical Services Are all electrical installations and All electrical installations and appliances are correctly Compliant 


appliances correctly installed and installed and adequately maintained. 
maintained? 


03 - Lightning Protection Is lightning protection provided for the A lightning protection system has been installed, the Compliant 
building? system is being periodically inspected and maintained. 


04 - Miscellaneous Are potential sources of ignition Potential sources of ignition present are adequately Compliant 
adequately controlled? controlled. 


In order for a fire to develop the presence of fuel is required. By managing the quantity, type and location of combustible materials the risk of a fire 
developing can be greatly reduced. The storage of combustible materials within the escape routes or places of high fire risk such as boiler rooms or 
electrical cupboards must be prevented. 

Action 


Sub Section Question Answer Plan Status 


o1- Are house keeping There was a wet tea towel left on top of the electric stove. This is a NR-47- Non_Compliant 
Housekeeping arrangements satisfactory? potential source of fuel for a fire. 180-4 


The fire protection of the building is required to ensure that fire is unable to spread and also to prevent premature collapse in the event of fire. It means 
that the occupants can safely exit the premises without undue risk, whilst it is not perceived that any building should be sacrificed it is always possible to 
avoid the loss of the premises. 


Sub Section Question Answer 


o1- Are the fire resisting and separating walls and floors in good The fire resisting walls and floors appear to Compliant 
Structural condition? be of an acceptable standard. 
Elements 


Are the lifts contained within protected shafts? The lifts are contained within a protected Compliant 
shaft. 
03 - Are the escalators, chutes, ducts and pipes contained within The services are contained within Compliant 


Protected protected shafts? protected shafts. 
Shafts 


04 - Are the concealed spaces or cavities protected with suitable cavity The cavity barriers appear to be Compliant 
Concealed barriers? acceptable. 

Spaces - 

Cavities 


05 - Are the stairways within the building required for means of escape The stairways are enclosed throughout Compliant 
Protected adequately enclosed with fire resisting construction? their height to an acceptable standard. 
Stairways 
06 - Higher Are areas of higher risk and places of special fire hazard sufficiently The high risk areas and places of special Compliant 
Risk Areas separated from the remainder of the building by fire resisting fire hazard are adequately separated with 

construction? fire resisting construction. 
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07 - Surface 
Spread of 
Flame 


Are the materials used to line walls and ceilings of the correct 
surface spread of flame classification in accordance with the 
Approved Document B of the Building Regulations? 


The materials lining the walls and ceilings 


are deemed to be of an acceptable 
standard. 


Compliant 


05 - Means of Escape 


To ensure a safe escape the escape routes must be protected from smoke, heat and flames. The distance that occupants have to travel must also be 


Sub Section 


01 - Means of 
Escape for the 
Disabled 


regulated to ensure that the distance people have to travel to safety is within the prescribed guidelines. 


Question 


Are there adequate arrangements for the evacuation of 
disabled people? 


Answer 


The evacuation arrangements for disabled 
people are considered adequate. 


Status 


Compliant 


02 - Premises 
that are multi- 
occupied 


Are the escape routes for all the building occupants 
acceptable? 


The premises are multi-occupancy and the 
means of escape from each occupancy is 
considered satisfactory. 


Compliant 


03 - Escape 
routes and travel 
distances from 
within a storey 


Are the escape routes sufficient in number and travel 
distance from any point within the floor area to the 
nearest storey exit, having due regard to the layout of 
walls, partitions and fittings within current guidance? 


The travel distance to the nearest storey 
exit is within current guidance. 


Compliant 


04 - Occupancy 
Numbers 


Is the occupancy level for the premises acceptable? 


The occupancy capacity and width of 
escape routes and exits appear to be 
sufficient. 


Compliant 


05 - Protected 
Corridors 


06 - Escape from 
Inner Rooms 

07 - 
Accommodation 
Lifts and 
Stairways 


Are the protected corridors suitable and sufficient to allow 
the occupants to reach a storey exit safely? 


Is the escape from inner rooms acceptable? 


Are the accommodation lifts and or stairways positioned 
so that they do not impact on the escape routes from 
upper floors? 


All protected corridors are adequate to 
allow the occupants to reach a storey exit 
safely. 


No risk from inner room situations present. 


The position of accommodation lifts and or 
stairways is such that they do not 
prejudice the escape from upper floors. 


Compliant 


Compliant 


08 - Protected 
Stairways 


09 - External 
Stairways 


Do the protected stairways offer sufficient and suitable 
protection to ensure the safe escape of all occupants? 


Is the external stairways provision sufficient and does it 
afford suitable protection to the occupants to ensure 
their safe escape? 


Sufficient and protected stairways have 
been provided to ensure safe escape of all 
the occupants. 


The external stairways are sufficiently 
protected to ensure the safe escape of 
occupants. 


Compliant 


Compliant 


10 - Escape 
Route across a 
flat roof 


Is the escape route across a flat roof acceptable? 


Flat roofs do not form part of the escape 
route. 


N/A 


11 - Fire- 
resisting doors 


Do the fire resisting door sets meet the appropriate 
standard? 


Excessive threshold gaps were identified 
on the fire doors at the time of the 
assessment. Some of the gaps at the 
edges of the doors are more than 3mm. 


Non_Compliant 


11 - Fire- 
resisting doors 


11 - Fire- 
resisting doors 
12 - Fire- 
resisting 
partitions 


Do the fire resisting door sets meet the appropriate 
standard? 


Do the fire resisting door sets meet the appropriate 
standard? 


Are the fire resisting partitions present installed and 
maintained to the appropriate standards? 


The glass panel in the door from the stair 
lobby to flats F2 and G2 is cracked. This 

will affect the performance of the door in 
a fire. 


Fire doors were found to be wedged open. 
The fire resisting partitions within the 


building are constructed and maintained to 
an appropriate standard. 


Non_Compliant 


Non_Compliant 


Compliant 


13 - General 
Doors 


Are the doors required to form part of the escape route in 
an emergency? 


All the doors required to form part of the 
escape route are in good working order 
and are capable of being used effectively. 


Compliant 


14- 
Housekeeping 


Are house keeping arrangements satisfactory? 


Combustible materials are located/stored 
in the escape routes. 


Non_Compliant 


06 - Fire-fighting Equipment 


Fixed and portable firefighting equipment can be used to good effect and minimize damage to the premises. If a fire has been detected in its early stages 
fighting the fire in these early stages will contain its growth and reduce hazards to the occupants such as smoke and heat as well as minimising potential 


Sub Section 


01 - Portable 
Equipment 


financial loss to the business and the impact on jobs. 


Question 


Are there sufficient quantities of portable fire-fighting 
equipment provided, correctly sited and adequately 
maintained? 


The provision, siting and maintenance of 
portable fire-fighting equipment is suitable and 
sufficient. 


Compliant 


O02 - Fixed Fire- Are the fixed fire-fighting installations correctly installed, There is no requirement for a fixed fire-fighting N/A 
Fighting adequately maintained and appropriate for the risk? installation at this premises. 
Installations 
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07 - Fire Detection and Warning 


It is essential for the safe evacuation of building occupants that they have been made aware of a fire incident as soon as possible. This will allow the Fire 
Service to be contacted in the early stages of the fire and most importantly all the occupants should have left the building to a place of safety before the 
fire has had the chance to take a hold. It is vital that any early warning and detection system be installed and maintained to British Standards. 


Sub Section Question Status 
01 - Fire Detection Is there an adequate method for raising |The premises are provided with an L1 fire detection and NR- Non_Compliant 
and Warning the alarm and detecting a fire present in alarm system however there are parts of the premises 51- 
System Provision the premises? where automatic detection is missing. 204- 
3 
02 - Fire Alarm Is the fire alarm system routinely tested, The fire alarm system is routinely tested, inspected and Compliant 
Maintainence inspected and maintained in accordance maintained in accordance with current guidance. 


with current guidance? 


08 - Emergency Lighting 


If the conventional lighting system fails in a building, an emergency lighting system may be required. The emergency lighting system should indicate the 
safe routes to and through the escape exits from the premises including any changes of direction or level en-route. It can also be used to illuminate fire 
alarm call points, refuges and firefighting appliances. 


Action 


Sub Section Question Answer Plan Status 
01 - The Is there an adequate method for illuminating It appears that the installed emergency lighting system will Compliant 
Emergency the escape route and safety equipment in provide sufficient illumination (visual observation only, a 
Lighting System the premises? physical test was not completed). 
02 - Maintenance Is the emergency lighting system routinely The emergency lighting system is routinely tested, Compliant 
of Emergency tested, inspected and maintained in inspected and maintained in accordance with current 
Lighting Systems accordance with current guidance? guidance. 


09 - Firefighters Provisions 


As required under the Regulatory Reform (Fire Safety) Order 2005, The Fire Safety (Scotland) Regulations 2006, The Fire & Rescue Services (NI) Order 2006 
and The Fire Precautions (Workplace) Regulations (Northern Ireland Only) consideration must be made to the effects of a fire in any given building to the 
Fire Service. Safety of the fire crews and their operational needs such as access, water supplies and building information must be reviewed and be made 
available for the Fire Service for consideration. 


Sub Section Question 


01 - Access Have reasonable facilities and access for firefighters and Facilities and access for firefighters and fire appliances Compliant 
for Fire fire appliances been provided to aid the protection of are available and adequate. 

Fighting life? 

02 - Have all reasonable measures and arrangements been All reasonable measures and arrangements for the Compliant 
Firefighter made to safeguard firefighting personnel in a fire safety of firefighting personnel in a fire situation are in 

Safety situation? place. 


03 - Water Are water supplies adequately provided to assist There is adequate hydrant provision of adequate Compliant 
Supplies firefighting personnel in their firefighting tasks? diameter in close proximity to the premises. 


04 - Rising Are rising mains adequately provided to assist firefighting 
Mains personnel in their firefighting tasks? 


10 - Management 


Providing all of the elements of the fire safety plan (of which the fire risk assessment form just part) are adhered to, then the safe evacuation of all the 
occupants is then likely to be successful. If however the management of the fire safety plan is not adhered to the fire safety provisions may be seriously 
compromised. 


Sub Section Question Status 


o1- Are management and employees Management and employees are fully aware of the fire safety Compliant 
Management _ fully aware of the fire safety features provided and their purposes. 

features provided and their 

purpose? 


02 - Staff Have employees received All employees have received the appropriate fire safety awareness Compliant 
Training appropriate fire safety awareness training. 

training? 
03 - Are house keeping arrangements The housekeeping arrangements appear to be of an acceptable Compliant 
Housekeeping _ satisfactory? standard. 


04 - Arson Are adequate measures in place to The front entrance door to the block was unlocked at the time of Non_Compliant 
control risk of fire due to arson? the assessment. This is due to the green break glass unit having 
been pressed. This allows any persons to enter the block. 


05 - Smoking Is a suitable 'no smoking' policy in An adequate "no smoking" policy is in place in accordance with Compliant 
Policy place? current legislation and company policy. 


06 - Has the premises been subject to The premises have been subject to an inspection by the Enforcing Compliant 
Legislation an inspection by the Enforcing Authority and a satisfactory letter of compliance has been issued. 
Authority? 
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11 - Signs and Signals 


Research has shown that members of the public may become confused and disorientated in the event of a fire. To save confusion which can jeopardise 
building occupants escape all safety signs should be installed and conform to Signs and Safety Signals Regulations. 


Action 


Sub Section Question Answer Plan Status 
01 - Provision of Fire Are there adequate and suitable fire safety signs and notices Fire safety signs and notices are Compliant 
safety Signs and displayed in the appropriate places throughout the premises? provided to the appropriate 
Notices standards. 


12 - Effects on the Environment 


A further requirement under the Regulatory Reform (Fire Safety) Order 2005, The Fire Safety (Scotland) Regulations 2006, The Fire & Rescue Services (NI) 
Order 2006 and The Fire Precautions (Workplace) Regulations (Northern Ireland Only) is that consideration must be made to the effects of a fire in any 
given building to the environment. The spread of fire to adjacent properties, the risks posed by the smoke from the materials contained within the building if 
affected by fire and if the water used for firefighting needs to be contained to protect the water course. 


Action 


Sub Section Question Answer Plan Status 
o1- Has the Responsible Person considered the effects to The Responsible Person has made adequate arrangements Compliant 
Adjacent adjacent buildings that might be caused by a fire on to mitigate any damage to the adjacent properties from a 
Properties the site? fire on the site. 

02 - Has the building's Responsible Person considered the The Responsible Person has made arrangements to Compliant 
Immediate effects to the environment that might be caused by a__ mitigate any damage to the environment from a fire on 
Surroundings fire on the site? the site. 
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SECTION 3: ACTION PLAN 


SECTION 4: ARCHIVE 


SECTION 4. ARCHIVE: Action has been archived 


Ref — Question sn : Recommendation Location — = By When 
Section conformity responsible 


Hebe os The escape | The items obstructing the _| Please See Plan - Fire exit lobby | Statutory 
11257720 ping route is escape route must be from F4 on the 3rd floor. F2 requirement 20/06/2019 


ee ae. obstructed. | removed immediately. corridor on the 1st floor. for the Client 


Ref Notes Author 


Photo 07-06-2019, 09 06 09.jpg Photo 07-06-2019, 09 15 01.jpg 


Locations of Non-conformity (one floorplan per page) 
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3rd Floor Plan 
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SECTION 4. ARCHIVE: Action has been archived 


Sub 


Sarton Question Non-conformity Recommendation 


NR- Are house There was a wet tea towel The students should be reminded of 
11257715 | 47- keeping left on top of the electric the importance of keeping the 


arrangements | stove. This is a potential kitchen area clear of combustibles 
satisfactory? | source of fuel for a fire. and well managed. 


Ref Notes 


Photo 07-06-2019, 09 20 26.jpg 


Author 


Locations of Non-conformity (one floorplan per page) 
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Location 


Please See 
Plan - 
Ground floor 
kitchen Flat 
El 


Who is 


responsible 


Statutory 
requirement 
for the 
Client 


By When 


13/07/2019 
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Ground Floor Plan 
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SECTION 4. ARCHIVE: Action has been archived 


Sub Non- Who is 


Ref Sarton Question conformity Recommendation Location responsible By When 


Items that are a source of fuel or are combustible and_ | Please 

likely to increase the fire loading or spread of fire, See Plan | Statutory 
should not be located on any corridor, stairway or - 4th requirement 
circulation space that will be used as an escape route. | floorfire | for the 
Therefore, the combustible materials stored in the exit Client 
escape routes must be removed. staircase. 


Combustible 
materials are 


keeping 
11257719 arrangements located/stored 
in the escape 


i ? 
satisfactory? na ree 


Are house 
11/09/2019 


Action Status Notes: 
Ref Date Notes Author 


Photo 07-06-2019, 09 04 55.jpg 


Locations of Non-conformity (one floorplan per page) 
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4th Floor Plan 
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SECTION 4. ARCHIVE: Action has been archived 


— uestion — Recommendation Location alder 
Section Q conformity responsible 


Do the fire resisting Fire doors were | Remind the students of the | Please See Plan - Fire Statutory 
11257718 door sets meet the found to be importance of keeping the exit door from F5. F4, F3 | requirement 11/09/2019 
appropriate standard? | wedged open. fire doors closed. and F1 kitchen doors. for the Client 


Ref By When 


Ref Notes Author 
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Photo 07-06-2019, 09 04 14.jpg Photo 07-06-2019, 09 07 12.jpg 


Photo 07-06-2019, 09 13 07.jpg Photo 07-06-2019, 09 20 05.jpg 


Locations of Non-conformity (one floorplan per page) 
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4th Floor Plan 
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Sub 


Sarton Question 


Do the fire 
NR- resisting door 


11257716 | 49- sets meet the 
198-2 | appropriate 
standard? 


Ref 


Photo 07-06-2019, 09 03 03.jpg 


SECTION 4. ARCHIVE: Action has been archived 


Non-conformity Recommendation 


Excessive threshold gaps were The site management are 
identified on the fire doors at the aware of the fire door issues 
time of the assessment. Some of and improvement works are 
the gaps at the edges of the doors _ | planned to take place on the 
are more than 3mm. fire doors. 


Notes 


Photo 07-06-2019, 09 05 50.jpg 
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Location 


Please See 
Plan - 
Throughout 
the block 


Who is 
responsible 


Statutory 
requirement 
for the 
Client 


Author 


By When 


11/09/2019 
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Photo 07-06-2019, 09 05 59.jpg Photo 07-06-2019, 09 10 11.jpg 


Photo 07-06-2019, 09 13 40.jpg 


Locations of Non-conformity (one floorplan per page) 
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4th Floor Plan 
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SECTION 4. ARCHIVE: Action has been archived 


Sa Question Non-conformity Recommendation Location i By When 


NR- paar sets The glass panel in the door from the The glazing panel Please See Statutory 
9 stair lobby to flats F2 and G2 is should be replaced Plan - Door requirement 
11257717 | 49- meet the a 4 ‘ 11/09/2019 
198-5 | a re cracked. This will affect the with a suitable type | from stairs to for the 
PPrep performance of the door in a fire. of glass. flats F2 and G2 | Client 
standard? 


responsible 


Ref Date Notes Author 


Locations of Non-conformity (one floorplan per page) 
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ist Floor Plan 
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Sub . 
Ref Sartion Question 


Is there an 
adequate 
method for 
raising the 
11257721 alarm and 
detecting a 
fire present 
in the 
premises? 


Ref 


Non-conformity 


The premises are 
provided with an 
L1 fire detection 
and alarm system 
however there 
are parts of the 
premises where 
automatic 
detection is 
missing. 


SECTION 4. ARCHIVE: Action has been archived 


Who is 


Recommendation Location responsible 


By When 


An L1 standard of alarm system requires that the 
means of escape, all habitable rooms, all stores, 
plant rooms, boiler rooms, tank rooms, electrical 
cupboards and roof voids must be covered by 
automatic detection. The plan identifies areas where 
detection is missing and must be installed. The 
automatic detection must be installed by a 
competent fire alarm engineer to BS 5839. The 
additional detectors must be linked to the buildings 
main fire alarm system. 


Please 
See Plan 
- All 
electrical 
cupboards 
within the 
block. 


Statutory 
requirement 
for the 
Client 


11/09/2019 


Notes Author 


Photo 07-06-2019, 09 09 26.jpg 


Locations of Non-conformity (one floorplan per page) 
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Ground Floor Plan 
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1st Floor Plan 
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2nd Floor Plan 
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3rd Floor Plan 
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4th Floor Plan 
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SECTION 4. ARCHI Action has been archived 


Sub 
Section 


Are 
adequate 
measures in 
11257722 place to 
control risk 
of fire due 
to arson? 


Notes 


Photo 07-06-2019, 09 00 36.jpg 


Locations of Non-conformity (one floorplan per page) 


Question Non-conformity Recommendation 


The front entrance door to the Whilst it is very difficult for Engie and 
block was unlocked at the time Sheffield University to prevent the 

of the assessment. This is due to | green break glass units being pressed, 
the green break glass unit having | regular checks should be made and 
been pressed. This allows any where required, the units should be 
persons to enter the block. reset to lock the entrance door. 


Author 
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Location 


Please 
See Plan 
- Ground 
floor 
entrnace 
door 


Who is 
responsible 


Statutory 
requirement 
for the 
Client 


By When 


11/09/2019 
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Ground Floor Plan 
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SECTION 5: LOG BOOK 
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